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Thumbs Up 
the New SW Plus 
Inverter/Charger 



"We're ¥Eiy happy with the dssEgn 
imprDveme nts in the next generation 
SW inverter. ThesE improvements make 
in stal \b Elon more convenient and 
programming more user friendly. u 




"The unh has been working Uawfeisty 
since installation. We have had fid 
problem running our washer, microwave 
anil espresso maker simuJtanenusJy. 
As a general rule, we have one to three 
PCs running in the home at the same 
time without a hitch, il just hasn't had 
any problems running any 'oaefs we've 
demanded nf it." 
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H chv 11 poaible 10 Imprawe on the tegendary SW Serfs inverter/digger? 
first we talked to our aistamers who told us ^4urt th^- wew looking for. 
Then we itarled bullring on tt* prwen platform of the most Hput^fe 
inuerler/diarger In the industry Finally, wefleid teted our new SW For 
houre and asJked Industry leaden for feedhxtc. 

The re^utfi are En and by alJ auounlv the new Xantrex SW Plus 
2500 kW Inverts/Charger outperforms all other products lr> its dasi 
With four times surge capacity arid 95% peak eff'Cier-e^ tha 2.5 kW 
inverter 1 b ^cu ■ d tu none. Add non-volatile memory to sa^e 
ajsltirrtijred settings and FCC Part B and we re ready to lunch the 
next generation of sfne wave power. 

For more faftwrialloti about the Xantrek 5W flu*. 25 kW Inverter/Oiarger 
talk tu a JtarHrai Ctflified Deafer You'll find a complete list 9t 
www.s d litre xredea ler. nom 
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" Why did we choose a BP Solar electric system?" 




USA 

Alternative Solar Products - 
California 

Toll Free: 800.229.7652 

Phone: 909.308.2366 

E-mail: mark@alternativesolar.com 

Internet: www.alternativesolar.com 

Atlantic Solar Products, Inc. - 
Maryland 

Toll Free: 800.807.2857 
Phone: 410.686.2500 
E-mail: mail@atlanticsolar.com 
Internet: www.atlanticsolar.com 



Dankoff Solar Products - 
New Mexico 

Toll Free: 888.396.6611 
Phone: 505.473.3800 
E-mail: info@dankoffsolar.com 
Internet: www.dankoffsolar.com 



Louisiana 



Effective Solar Products 

Toll Free: 888.824.0090 
Phone: 504.537.0090 
E-mail: esp@effectivesolar.com 
Internet: www.effectivesolar.com 



Hutton Communications - Georgia 

Toll Free: 877.896.2806 

Phone: 770.963.1380 

Fax: 770.963.9335 

E-mail: sales@huttonsolar.com 

Internet: www.huttonsolar.com 

Intermountain Solar Technologies - 
Utah 

Toll Free: 800.671.0169 

Phone: 801.501.9353 

E-mail: orrin@intermountainsolar.com 

Internet: 

www.intermountainwholesale.com 



Polar Wire - Alaska 

Phone: 907.561.5955 
Fax: 907.561.4233 
E-mail: sales@polarwire.com 
Internet: www.polarwire.com 

Solar Depot, Inc. - California 

Toll Free: 707.766.7727 
Phone: 800.822.4041 
E-mail: info@solardepot.com 
Internet: www.solardepot.com 
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Outback 

■ SyrUrm 



By generating our own clean electricity, 
our family is reducing air pollution while 
being energy independent. And we're 
doing it now so that our children can 
inherit a better world. 

When we decided to buy a solar electric system, we spent a lot of time researching. 
We finally selected BP Solar- their system had the high quality modules and system 
components that gave us the exactly what we wanted. But we also considered 
something else: the company's experience. We wanted to do business with a name 
brand in the solar industry- one known for quality and reliability. And since BP Solar has 



been around for thirty years, we felt comfortable that they're going to continue to be 



here. After all, what good is a long warranty if the company isn't around to honor it? 



For more information, visit our website: 
www.bpsolar.com 



Celebrating 30 years 
of excellence 
1973-2003 



Southwest PV Systems - Texas 

Toll Free: 800.899.7978 
Phone: 281.351.0031 
E-mail: swpv@southwestpv.com 
Internet: www.southwestpv.com 

Sun Amp Power Company - Arizona 

Toll Free: 800.677.6527 
Phone: 480.922.9782 
E-mail: sunamp@sunamp.com 
Internet: www.sunamp.com 



Talmage Solar Engineering, Inc. 
Solar Market - Maine 

Toll Free: 877.785.0088 
Phone: 207.985.0088 
E-mail: sm@solarmarket.com 
Internet: www.solarmarket.com 

CANADA 

Generation PV, Inc. - Ontario 

Toll Free: 800.311.4286 
Phone: 905.831.6111 
E-mail: info@generationpv.com 
Internet: www.generationpv.com 



Soltek Powersource Ltd. - Alberta 

Toll Free: 888.291.9039 
Phone: 403.291.9039 
E-mail: sps@spsenergy.com 
Internet: www.spsenergy.com 

Soltek Powersource Ltd. - 
British Columbia 

Toll Free: 800.667.6527 
Phone: 250.544.2115 
E-mail: sps@spsenergy.com 
Internet: www.spsenergy.com 



Soltek Powersource Ltd - Ontario 

Toll Free: 888.300.3037 
Phone: 705.737.1555 
E-mail: sps@spsenergy.com 
Internet: www.spsenergy.com 

Trans-Canada Energie - Quebec 

Toll Free: 800.661.3330 
Phone: 450.348.2370 
E-mail: rozonbatteries@yahoo.com 
Internet: www.worldbatteries.com 
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At U.S. Battery, we're committed to doing our part in keeping the 
environment clean and green for future generations, as well as 
providing you with premium deep cycle products guaranteed to 
deliver your power requirements when you need them. 
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Home Power's 

New Look 

Home Power's original design was incredibly long- 
lived. Stan Krute and I created it back in the day. The 
year was 1986. The design was tailored to the fact that 
the magazine was printed on newsprint (like a 
newspaper) on newspaper presses — hardly the most 
accurate printing process. 

These days, Home Power is printed on very 
accurate, high speed, printing presses. We're using modern electronic 
prepress techniques — digital photography, PostScript art, and higher 
resolution type fonts made possible by digital direct-to-plate printing 
techniques. 

After seventeen years, we decided it was high time to make a substantial 
change to the magazine's appearance. We didn't make this change lightly. 
Our new look is the result of many months of work by the Home Power crew. 
Ben and Eric, Home Power's art department, were fearless moderators during 
passionate design collaboration that went on for hours, days, and months. 

A magazine's design is much like the user interface of a computer 
program, or a well organized kitchen. The reader, nerd, or cook becomes 
accustomed to where things are and how they work. Home Power's new 
design maintains some of the successful interface styles of the original 
design — continuous articles uninterrupted by advertising, and large page 
numbers and headers. It also adds some new design elements, like more 
technical sidbars. 

Of course, we want to look good too. The most important motive of our 
redesign is to entice, convince, and teach more people to use renewable 
energy. There has never been a time when the world 
and its people needed RE more than right now. 
Renewable energy can make us free — free to live 
where we want, even beyond the utility lines, free 
to have a clean environment, free from monthly 
electricity bills, free from power outages, and free 
from energy-induced wars. We at Home Power are 
on a mission — we are going to change the way 
people make and use energy. We are going to 
change this world one rooftop at a time. Read 
this magazine — join us! 

- Richard Perez for the Home Power crew 



Think About It 

Even after all these years, the Sun never says to the earth, "You owe me/ 7 
Look what happens — with a love like that, it lights the whole sky. 

Hafiz, the Great Sufi Master 
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RE professionals demand flexibility. 





Rpowr ™ Power Center PC8000 
(Battery Based, Grid-Tie Capable) 



Rpowr 
home 
energy 
appliances 
deliver. 

R powr 

I By Energy Outfitters Ltd 



Rpowr ™ Power Center PC4024 
(Battery Based, Grid-Tie Capable) 




Rpowr ™ 2500GT 
Grid-Tie System 




Rpowr ™ RP2000 
Reserve Power System 



ETL listed products built by us to your specifications or components 
to build your own system, shipped ready to assemble. 



We're expecting your call. 

Dealer inquiries welcome. 



FNERGV 

.■—/outfitters 



543 Northeast "E" St ■ Grants Pass, Oregon 97526 ■ 8 ( 8? G 46 7 S ?52 > 7) R " energyoutfitters.com 




AP-30 

Independent 

AstroPower is the only major US-based PV manufacturer not controlled by a 
large multi-national corporation involved in oil & gas or nuclear power. 

Clean 

You know solar energy reduces air pollution and global warming. But did you 
know that AstroPower uses ten times less energy to manufacture solar cells? 
We use silicon wafers recycled from the semiconductor industry. 

Focused 

The most dedicated and capable people in the industry work for AstroPower, 
dedicated to a single goal-making solar energy more affordable while 
maintaining the highest quality standards. They take pride in the company 
because they own a part of it. 
When selecting a PV supplier, consider not only the products, 
but also the company behind the products. 

Make your choice count, choose AstroPower.™ 
Call 1-877-566-2797 for information. 



AstroPower 8 

www.astropower.com 



Made in the USA 



RE Education — 
Connecting in Baja 



Scott Ely 

©2003 Scott Ely 
Photos by Chris Leonard 





he benefits of renewable 
energy are many, particularly in 
the sustainability of communities in 
developing countries. Our neighbors in Mexico have been using 
renewable energy for years. Some of the projects there have 
been quite successful, while others have created more problems 
than they have solved. With my recent trip to Baja, Mexico, I had 
the goal of building a model for renewable energy system 
design/installation, and education in developing countries. 
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Earthsense is the educational division of Sunsense, my 
renewable energy distribution and installation business in 
Carbondale, Colorado. In early 2002, the Sojourner School (a 
charter school in Boulder, Colorado) received funding from 
the Natural Resources Defense Council (NRDC). They 
contacted Earthsense about a solar-electric project in 
Mexico. 

Students from Sojourner were heading to Baja for an 
interactive experience that included lessons in animal 
preservation, Latin American culture, soul searching, and 
renewable energy. They needed assistance with a solar- 
electric system installation at a school in the remote village 
of Laguna San Ignacio. I jumped at the opportunity. 

The Bigger Picture 

As Earthsense became more and more involved with 
planning for the project, it became clear that solar electricity 
was just one piece of a larger puzzle. The Sojourner teachers 
and students emphasized the need for a wholistic 
experience. After numerous discussions with Tony Moats — 
teacher, trip organizer, and all-around good guy — the 
project took on new meaning. This was not just another PV 
installation. 

The chance to explore the local culture, community, and 
environment, while integrating renewable energy 
education, provided a wonderful serendipity. The project 




Teamwork overcomes obstacles, 
and like solar energy, 
is a limitless resource. 



A typical house in Laguna San Ignacio 
with a single solar-electric panel and a 
satellite dish. 



seemed to have a flow, a connection within its framework. 
Our goal was to educate both the local community and the 
Sojourner students about renewable energy. By doing so, we 
hoped to introduce the concept of sustainability to the 
village. Sustainable practices, such as using renewables, 
would shape an economic base that also preserves the 
environment. Having a pristine environment fosters better 
ecotourism. Everybody wins! 

The renewable energy component of this project was the 
catalyst for the other experiences. The folks at the Sojourner 



School were looking for a provider of renewable energy 
products and services with a focus on education. One of our 
Sunsense dealers, Joe Callahan from Simple Solar in Boulder 
was aware of the Earthsense education mission and put us 
in touch with Sojourner. 

Joe had done some preliminary sizing and cost analysis, 
but his schedule would not allow him to make the trip. After 
numerous e-mail communications and a visit to Sojourner, 
Earthsense was ready to join the team and energize the 
wholistic tour with solar energy. 
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mergy education 




The author discusses current technology with the next generation. 



fuse to a 12 V, ProSine 1,000 W sine 
wave inverter (with meter), to provide 
a high quality 120 VAC sine waveform 
for the sensitive loads. 

Prior to our departure for Mexico, 
some head scratching was required to 
design enclosures for both the batteries 
and the balance of system (BOS) 
components. Simplification and 
budget warranted plywood structures 
and ordinary hardware. Passive 
ventilation was provided for both 
enclosures, and a dust collection filter 
was inserted to keep the equipment as 
clean as possible. Both enclosures are 
accessible for educational purposes, 
yet lockable for security and safety. 
The BOS enclosure incorporates a 
duplex receptacle for 120 VAC, while 
the battery box was sized to add 
another battery in the future if 
necessary. 



System Overview 

The solar-electric system for the Luis Echeverria School 
was designed to power a computer, monitor, and printer or 
a TV and VCR, and perhaps a light or two. It was sized for 
four hours of run time per day and four days of battery 
storage. 

The four, roof-mounted, BP Solar SX65, 65 W rated, 
solar-electric panels would charge two, Concorde 
PVX12225, sealed batteries through an RV Power Products 
Solar Boost 2000E charge controller and fused disconnect. 
Direct current from the batteries would feed through a 110 A 

PV System Sizing 



Energy Usage Calculations 


Amount 


TV/VCR or computer system (load) 


200 W 


200 W x 4 hours daily use 


800 WH 


With 85% inverter efficiency 


920 WH 


AH per day: 920 WH - 12 VDC 


77 AH 




PV Sizing Calculations 


Amount 


Daily PV charging needed 


77 AH 


With 15% PV temperature derate 


89 AH 


Module current needed: 
89 AH -r 5.5 peak sun hours 


16 A 


Number of SX65 modules needed: 
16 A -r 3.7 A each at peak power 


4 




Battery Sizing Calculations 


Amount 


Battery storage needed: 

77 AH per day x 4 days autonomy 


308 AH 


With 90% battery efficiency 


339 AH 


Number of PVX12225 batteries needed: 
339 AH needed -f 225 AH per battery 


2 



Culture Shock 

Armed with solar equipment, parts, tools, and a limited 
Spanish vocabulary, we (my companion Chrissy, canines 
Kodi and Komet, and I) headed south to meet up with the 
Sojourner folks in the town of San Ignacio. Having visited 
Mexico 25 years ago, I had forgotten the shock of simply 
crossing the border. Entering at Tecate, we instantly became 
foreigners. Tourist visas, money exchange, narrow roads, 
poverty, litter, and language barriers became the norm. It 
was an interesting introduction to a neighbor so close, yet so 
far. 

As we moved south, the culture began to grow on us. 
Traffic, narrow roads, poverty, litter, and language barriers 
persisted. Not exactly what we had expected, but things 
would change. 

After a night of camping and more driving, we arrived 
in San Ignacio, a true oasis in the desert. Beautiful palm 
trees, quaint buildings, shops, and a pleasant local flavor 
greeted us. The Sojourner contingent was waiting there for 
us, a welcome sight. 

With greetings exchanged, the convoy headed west over 
a seemingly endless washboard road. It was 30 miles (48 
km) of bone-jarring, dusty, sandy road strewn with auto 
parts (go figure). Talk about remote! After three hours (and 
numerous pit stops), we arrived in Laguna San Ignacio. Our 
home for the next few days would be La Fridera, a small 
fishing camp /ecotourism business, and the home of 
Antonio and Maria Aguilar. 

Mammalian Visitors 

The town of Laguna San Ignacio is actually a widespread 
array of small, "resourceful" homes and structures. It lies on 
the barren Pacific Coast about halfway between the U.S. 
border to the north and Cabo San Lucas to the south. 
Primarily a fishing village, the lagoon attracts a large 
population of gray whales each winter. This breeding 
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What do whales have to do 
with renewable energy? 

They, like kids and solar power, 
are all part of the natural world. 

As each generation develops 
connections with the natural universe, 
it will better be able to live 
as a harmonious member of nature. 

What is good for whales, 
is good for kids. 




ground provides an incredible opportunity to interact with 
these huge and wonderful mammals. It also provides the 
opportunity for ecotourism. 

Ecotourism in Laguna San Ignacio is a somewhat 
complicated situation. Contrary to what you might think, 
relatively few local people benefit from ecotourism. While a 
number of local families own permits for whale watching 
ventures, the majority of the approximately 25 permits are 
owned by larger, more well-funded outfits from elsewhere. 
This makes it difficult for the locals to compete. One study 
estimates that more than 90 percent of the income generated 
from whale watching actually leaves the lagoon. 

In addition, the tourist and whale watching season is 
relatively short (January through March), and limited on 
either end. So while this contributes to the local economy, 
the people of Laguna San Ignacio are still very dependent on 
fishing-related activities for subsistence. Worse yet, the 
fishing industry in the lagoon is on the decline. 

Recently, a large corporation, in partnership with the 
Mexican government, proposed a huge salt plant near the 
lagoon. Would there be prosperity, jobs, more tourists, and 
paved roads? This was attractive to some; unthinkable to 
others. A heated debate followed, and the project has been 
shelved, for now. Most fear that the salt plant would 
severely damage the ecosystem of the lagoon and thus 
eliminate the ecotourism and fishing industries. Others 
think that the salt plant could co-exist with the whales, and 
the depressed economy would then flourish. 



Living with Less 

The resourceful people of Laguna San Ignacio know how 
to live with less. And though it may not always result in the 
most pleasing aesthetics, we can all learn a lesson in 
functionality and simplicity. One fine example of this was 
the satellite dish turned upside-down and mounted as an 
umbrella for much sought-after shade. 

Among the goals on this trip was to help the people of 
Laguna San Ignacio find ways to capitalize on their 
abundant renewable energy sources, and to build a more 
sustainable local economy. The educational component was 
fundamental in developing this mindset. 

Not surprisingly, most houses have some semblance of a 
renewable energy system. One and two-panel solar-electric 
systems abound, along with the occasional small wind 
genny. Batteries are typically housed outside, exposed, and 
are likely to have corroded terminals. Controls and metering 
are limited, and fusing is virtually nonexistent. Surprisingly, 
the majority of the systems have been operational for years 
and continue to provide electricity for simple needs. 



Positive connections are made — 
students from both schools wire the PV array. 
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Kids from diverse backgrounds learn technical 
and philosophical lessons about energy's place in nature. 



After inspecting some of the local work, it was time to 
assess our situation. We contacted the local headmaster, 
Renee, who was responsible for overseeing the installation. 
Of course, this relationship was a two-way street. Renee 
would teach us some Spanish, and we would teach him 
about renewables. 

The school building was concrete, with metal doors and 
bars over the windows. The wind whistling through the 
bars provided an eerie, horror-movie tone that accompanied 
us throughout the project. 



PV System Costs 



School in Session 

Our first full day in Laguna San 
Ignacio began with an introduction to 
the local environment, primarily the 
gray whales. And the Sojourner kids 
were not the only students. The adult 
chaperones along with the "solar 
folks" all participated in the discussion 
and tutorial about whale watching 
etiquette, including safety, respect, and 
sharing the experience with everyone. 

The whale watching experience is 
one that will never be forgotten by 
anyone in the group. The mammoth 
creatures were so playful and friendly! 
As we rode the waves into the lagoon 
aboard a small dinghy, we could see 
water spouts all around. Drawing 
closer and positioning ourselves 
appropriately, the whales would come 
up to the boat for attention. And we 
provided plenty. Some of the whales 
drew close enough for petting, and 
even a smooch on their rubbery 
brow — a true connection to the animal 
planet! 

The following days provided an education of a different 
sort. The Sojourner students and the local schoolchildren 
met on the school grounds for introductions — Sojourner 
kids on one side, local kids on the other. With Renee and 
Tony moderating, the kids introduced themselves 
enthusiastically. 

Following the introductions, we broke into three groups. 
One group was responsible for the assembly and installation 



Tony (kneeling) and Renee boot up the school's computer 
on the PV system for the first time. 



Item 


Cost (US$) 


4 BP SX65 solar panels, 65 W 


$1,260 


ProSine 1000 inverter 


731 


2 Concorde PVX12255 batteries, 225 AH 


664 


Installation 


600 


Battery & component enclosure 


400 


Wire & hardware 


300 


RV Power SB2000E controller 


242 


Roof/ground PV mount 


187 


Shipping 


150 


Instruction manual & solar guide 


100 


Fuse block, 110 A 


64 


Service disconnect with 30 A fuses 


43 


Total 


$4,741 
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Charge Controller: 

RV Power Products 
SB2000E, 25 A, 
MPPT 



Luis Echeverria School 
Photovoltaic System 



Junction 
Box 



i 



Batteries:Two Concorde PVX12225 
sealed lead-acid, 225 AH each, 
wired for 450 AH at 12 VDC 



Inverter: Statpower ProSine 1000, 
1,000 W, 12 VDC input, 
120 VAC sine wave output 



Fuse: 110 A 




Meter 



® 



® 



Photovoltaics: 

Four BP SX65, 
65 W each, wired for 
260 W total at 12 VDC 



Fuses: 

Two, 30 A 



Note: All numbers are rated, manufacturers' specifications, or nominal unless otherwise specified. 



Duplex 
Outlet 



of the solar-electric system. Another group was designated 
to design and paint a mural on the school. A third group was 
responsible for filming the entire operation on video. There 
was certainly enough work to go around. 

The Electrical Connection 

Of course, as the ringleader of the solar-electric project, 
my job was to instruct both the Sojourner students and the 
local students in the basics of solar electricity, as well as 
installation techniques. Interest was so high that the local 
villagers also participated in portions of the project! And 



though language barriers were present, they were eased by 
the fact that a number of the Sojourner students were fluent 
in Spanish. 

Our first day on the job was hectic. Array assembly was 
the first order of business. Lessons on system sizing and 
design, series and parallel circuits, solar-electric panel 
concepts, and peripheral material specs were covered. In 
addition, the balance of system equipment was unveiled. 
Component descriptions and design concepts were 
discussed in preparation for the installation the following 
day. 



Not everyone was ready to learn about electrons, but awareness of the series and parallel relationships within nature 

can start at an early age. 
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Well, that's where the wind came in. All night long and 
the following day the wind blew, and blew hard. Sand and 
dust covered everything. It was a challenge just to be 
outside! No boats ventured into the lagoon. People were 
holed up inside reading, writing, playing games, and 
listening to the wooden windows rattle. Discussions began 
on the possibility of adding wind power to the system in the 
future. As you might expect, our plan for mounting the 
solar-electric panels on the roof was out for that day. We did, 
however, have other plans. 




Education is perhaps the most important link in the chain of life. 



Knowledge & Power 

Next was the most important education of all — system 
operation and maintenance. We reviewed the entire system 
with Renee and a couple of the villagers until the basics 
were understood. We backed up the verbal recap with a 
Spanish translation of the system operations and 
maintenance manual. The manual contains a review of 
system sizing, design, and solar-electric concepts, along 
with maintenance tips and schedules. Fortunately, the 
ProSine manual has a Spanish translation. The RV Power 
Products information is currently 
under translation. This is very helpful 
for international projects. 

The first task for the solar-electric 
system was to power up a computer 
and printer. Setup was successful, 
and the computer began to boot up 
just like it was downtown. Renee was 
so excited, he immediately ran to 
retrieve an amplifier, microphone, 
and speaker. As he plugged these 
additional loads into the power strip, 
we stopped for a moment to once 
again extend our energy conservation 
lecture. We explained the limitations 
of the system, and warned against 
excessive consumption. 

The group then unplugged the 
computer so they could use the solar- 
electric sound system. Now, with the 
mural complete, the solar-electric 
system energized, and the cameras 
still rolling, a grateful teacher, 
students, and village declared a day 
of thanks, and we all glowed in the 
light of our new-found friendship. 



With the modules racked and ready, we simulated 
installation on the floor of the classroom. We discussed 
orientation, tilt angles, and shading issues (no need to worry 
in Laguna San Ignacio). We finished designing the balance 
of system layout, and mounted the equipment on the wall. 
The battery box was also located for easy access to the 
"power cabinet/ 7 

The last day of installation was calm and sunny, ideal for 
raising the array and for final hook-up of the components. 
We had heard that the schoolhouse structure was made of 
concrete, but we didn't think this meant the roof! 
Fortunately, we brought enough concrete anchors to mount 
the modules without a problem. Precise location of the 
anchors was important, because an error in layout would 
require unnecessary holes in the concrete roof. 

After extensive layout and positioning, we secured the 
panels, ran the conduit, and made the panel connections to 
the service disconnect inside. Battery hookup, inverter 
hookup, and receptacle installation rounded out the day. 



Tying It All Together 

The experiences in Baja have left a long-lasting 
impression on everyone involved. The solar-electric system 
for the Luis Echeverria School has opened the door of 
knowledge for the students of Laguna San Ignacio. The 
community has grown through the education of the 
villagers as well as the connection with Earthsense. Earth- 
sense has had the opportunity to teach, and perhaps more 
important, to learn. Above all, we have helped to secure and 
preserve the beauty and natural environment of Laguna San 
Ignacio for future generations. 

Access 

Scott Ely, Sunsense/ Earthsense, PO Box 301, Carbondale, 
CO 81623 • 970-928-9272 • Fax: 970-928-9696 • 
sunsense@sopris.net • www.earthsense.com • See article 
by Scott in HP72 

Anthony Moats, Education Consultant, 504 Maxwell Ave., 
Boulder, CO 80304 • 303-786-7918 • AMoats6900@aol.com 
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Sojourner School, 3050 34th St., Boulder, CO 80301 • 
303-494-9210 • Fax: 303-494-9250 • 
carrie.evans@bvsd.kl2.co.us • 
www.b vsd . kl 2 . co .us / schools / soj ourner 

Natural Resources Defense Council, 40 West 20th St., New 
York, NY 10011 • 212-727-2700 • Fax: 212-727-1773 • 
nrdcinfo@nrdc.org • www.nrdc.org • Environmental 
advocacy organization 



POWER PACKAGE SYSTEMS 



The PaEfl nrted Power Package 
g.-yatsm-gavfia you ffwne^ and 
Installation time by cfiering a 
tfnpb, ^<j4«trf module 
power unit for solar hybrid 
application!. PV inputs, DC and 
AC outputs it yourcommmd 
usi-ng Qurplug-n-play design. 
All splMmimrtttEC-$9D 
stjn-dartfi 



li m#W* tvalUfofe. *kH luiy rwtiKtd wtd 1o mttt your 

■yflttn requirvntfvti. Ap pi in aliens inclund 



PLANETARY SYSTEMS, INC 
Eiinlfl. Mention 

www . plan *i i f y*y*t» . c e m 






ARTHSENSE 

Renewable Energy Systems for Public Education 

• Demonstration and display systems for education and training 
• Hands-on workshops and curriculum 
• Custom system design, consultation, and implimentation 




Earthsense is focused 
on the education of the 
public through hands-on 
demonstration and inter- 
action. Schools, events and 
other organizations can 
benefit from our full line 
of RE products and services 
designed to be educational, 
functional and fun! 



The "Education Station" 
mobile RE demonstration 



Earthsense 

P.O. Box 301 
Carbondale, CO 81623 
Phone (970) 928-9272 • Fax (970) 928-9696 
email: sunsense@sopris.net • www.earthsense.com 

The Educational Division of SUNSENSE 
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You have the vision - 
your Shell Solar authorized 
distributor can help make it a reality. 



Wholesale Supplier of all the LITTLE THINGS you need for 

ON & OFF GRID 
and all the BIG THINGS too! 




12 V LIGHTING 

• Compact 
Fluorescents 

• Halogen 12 V 

• Incandescent 

• LED 




12 V FANS 

• Venturi Fans 

• 12 V Ceiling Fans 




METERS 

Kilowatt Hour 
Analog Meters 
Digital Watt 
Amp Hour 



WATER PUMPS 

• Grundfos 
SQ Flex 

• Highlifter 
H44, H49 

• SHURFLO 



ALTERNATIVE ENERGY ENGINEERING 

I P.O. Box 339 • Redway, CA • 95560 • Ph: 888-840-7191 • Fax: 888-840-7183 
www.alt-energy.com • sales@alt-energy.com 
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BOOST YOUR SOLAR OUTPUT 



Our most popular SB50L, SB3048L & SB6024HL 
controllers are ETL listed to UI1741, 
and CSfl/CE requirements. 



With Patented SOLAR BOOST 



Featured in Home Power magazine 
"Things That Work" issue 973 and 977. 

new Solar Boost 6024HL - 24U 60f) mPPTj 
Controller with 36/48U PU input. 

Stop throwing away that extra power 
and use a Solar Boost maximum 
Power Point Tracking (mPPT) 
charge controller. 

Solar Boost charge controllers can 
deliuer up to 30% more power to your 
batteries ouer conuentional controllers. 



mPPT Charge Controllers. RU 
Power Products- The recognized 
leader in quality MlPPT charge 
controllers, fluailable in 12/24/48 uolt. 





POWER PRODUCTS 



PROVIDING ELECTRICAL INDEPENDENCE 



manufactured by RU Power Products and 
offered by a large network of quality 
distributors and dealers. Call us today 
for information or a dealer near you 



Uisit our web site at www.rupowerproducts.com 
or e-mail to info@rupowerproducts.com 



800-493-7877 or 760-597-1642 

2598 Fortune Way, Suite R, Uista, Cfi 92083 



The Webster family's solar-electric system produces 100 percent of their annual power needs. 



W r hat! Our Edison bill is $135? YouVe got to 
be kidding! " I said when my wife Martina 
returned from the mailbox. It was 1988 when 
that bill changed our household. That big electric bill 
shocked me into looking for a solution. 

The very next day, I called "What can I do to lower my bill?" He 



Southern California Edison (SCE) for 
an "energy audit." This is a free 
service that SCE provides to their 
customers. I was so excited when the 
auditor arrived with his clipboard, 
calculator, pencil, pen, uniform, etc. 
When the audit was over and the 
results were ready, I asked him, 
"Well, why is my bill so high?" He 
replied, "Because you have all this 
stuff plugged in." I pressed for more, 



said, "Unplug all the stuff!" Well I 
knew that wouldn't work. 

Surfing for Solutions 

The Internet is such a wonderful 
thing. First, I found an article from 
HP 14 about phantom loads at 
www.homepower.com and quickly 
built a phantom load detector from the 
plans in the article. This is a very cool 
device that allowed me to identify 



energy gremlins in our home. When 
you plug an appliance that is "off" into 
the detector, if a phantom load is 
present, the LEDs light up. After 
eliminating the gremlins, our bill went 
down noticeably the very next month. 

Later came compact fluorescents, 
evaporative cooling, and what I now 
call "watt swaps." This is when you 
remove six, 50 watt bulbs in a bathroom 
light bar and replace them with six, 25 
watt bulbs, or better yet, unscrew three 
of the 50 watt bulbs so that only three 
illuminate when turned on. Another 
example is replacing the 60 watt bulb in 
the fridge with a 15 watt bulb. My wife 
didn't notice the difference! And why 
does the microwave light stay on when 
the food is cooking? I thought you were 
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PV system grid -tied 



workshop for our awards business 
(engraved signs, plaques, awards). I 
would put the array on the south- 
facing roof, which has a 22.5 degree, 
5:12 pitch. The inverters would be 
housed inside the shop near the 100 
amp subpanel, which would also 
allow the inverters to be very close to 
the array. 

The size of the system was decided 
after calculating our electricity usage 
for our new home over a 17 month 



get some PV modules, then dig in with 
some wire and solder and get this baby 
going. 

After talking to Scott, I was 
comfortable choosing Kyocera 120 
watt panels. They have a 25 year 
warranty, and they are a well- 
established company. Next, I needed a 
couple of 2,500 watt inverters, and 
Scott suggested two SMA Sunny Boys. 
I said, "Who, what?" I had never heard 
of them — probably some "newbie" in 



It was unbelievable how fast 

the meter was going backwards. 

It was smokin'... 




period, and estimating the KWH 
needed for a future pool and spa. Our 
average daily consumption was about 
18.5 KWH per day with very 
disciplined usage. We figured 4 KWH 
additional per day for the electrically 
heated spa and 2 KWH for the pool's 
secondary system. (The primary 
system will use solar powered pumps 
for the heating and filtering.) Based on 
real performance data furnished by 
Scott Carlson of Carlson Solar about 
existing systems in my area, the 
calculations determined that a 5 KW 
system would work. Next, I needed to 



the solar arena. Scott told me they are 
made in Germany. I said, "Cool, do 
you have a number, or Web address?" 

With that information, I had my 
wife call SMA in Germany and ask all 
the questions I had written down. She 
was born in Germany and speaks the 
language so well that she sometimes 
still talks German in her sleep! After 
the translation, I was sold on the 
Sunny Boys and went down to Carlson 
Solar to order up my hardware, make 
my California Energy Commission 
(CEC) "buydown reservation," and 
just plain get excited! 



Forty-eight Kyocera 120 watt panels and two SMA Sunny Boy 2500 inverters 
are the major system components. 



not supposed to look in there while it's 
running! I took that bulb out — what a 
waste. 

My Internet searches also yielded 
many sites on solar and wind-electric 
systems, and sparked (no pun 
intended) my interest. The concept of 
actually eliminating my electric bill 
was awesome! I quickly became an info- 
hungry, "solarite" wannabe. 

From Wannabe to Solarite 

Twelve years later, in February 
2000, with a plethora of information, 
saliva building up, and a new 2,450 
square foot house on four-tenths of an 
acre, I was ready to declare myself bill 
free and start my PV project. Behind 
the house, I built my 1,000 square foot 
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It ©rn 




48 Kyocera KC120-1 PV modules 


$22,185.60 


2 SMA Sunny Boy 2500 inverters 


3,850.00 


Sales tax 


2,082.95 


8 lengths aluminum angle 2 x 2 in. x 25 ft. 


300.00 


Misc. conduit wire, screws, etc. 


250.00 


2 Disconnects, 30 A 


247.20 


2 Square D breakers 


44.00 


Total System Cost 
CEC Rebate 
Total Cost 

Webster System Pc 
for One Year 


$28,959.75 
$14,479.87 
$14,479.88 

lyback 


item 


nllliiUII L 


Total energy produced for year (KWH) 


9,615 


Total energy used for year (KWH) 


11,777 


Total energy forfeited off-peak (KWH) 


1,400 


Total energy forfeited on-peak (KWH) 


377 


Avoided cost 


$2,029 


Payback (yrs.), total cost avoided cost 


7 



Meeting Scott is a humbling experience in itself. He is 
the "Shell Answer Man" of solar — very professional, 
courteous, and beyond informed. In fact, in the picture 
dictionary under the definition of solar is surely a photo of 
Scott. He is solar! A walking, talking encyclopedia of 
unending knowledge, he is also 6 foot 7 inches tall. I felt like 
a wimp at 6 foot, inches standing beside him. 

His staff is also very helpful and informed. In addition to 
the great advice from Carlson Solar, I also spoke on the 
phone with John Berdner at SMA America. He instructed me 
to install 24 of the KC120s in series to each Sunny Boy — a 
total of 5,760 rated watts in the two series strings. This was 
so cool! 

A few days later, the phone rang and my goodies were in 
and ready for delivery! I was so fired up! A big truck backed 
up to the garage and unloaded forty-eight KC120s, two 
SMA Sunny Boy 2500s, two disconnects, some USE wire, 
and eight, 25 foot (7.6 m) lengths of aluminum angle. 
"Gentlemen, start your engines!" 

I started by cutting the 25 foot aluminum down to 12.5 
feet (3.8 m). For each of eight racks, I attached six modules 
between two of these strips. The L-angles are attached to the 
outside edges of the modules with the angles facing up and 
outwards. I put a 1 inch (2.5 cm) air space between each 
module in the racks to provide more air circulation, since 
clearance under the PVs was minimal with my rack design. 



The airflow helps cool the PV cells, which increases the 
electrical output of the system. I installed the aluminum 
racks parallel to the rafters on the roof (vertical orientation) 
so rainwater would not dam up against the metal as it 
would if they had been installed parallel to the gutters 
(horizontally). 

The aluminum angles were doubled up on top of each 
other to minimize the number of holes in the roof (see 
photo). Because the racks run up and down the roof instead 
of across, the chances of hitting a roof truss were low, so I 
through-bolted the entire array, using large fender washers, 
to the 1 inch (2.5 cm) thick roof. I used ample amounts of 
sealant around the holes, and especially just above them, to 
assure that water will be diverted away from the holes. 

Connecting each panel was done with UV and moisture 
resistant #12 (3 mm 2 ) USE wire, with connectors crimped 
and soldered. Whew, that took some serious time to make 96 
soldered connections! Each group of 24 panels is wired in 
series with only one positive and one negative wire going to 
the disconnects. 

Working with the high voltage for a Sunny Boy inverter 
is serious business. I wired the modules on the racks inside 
the garage, out of the sun. There were eight racks of six 
modules each, all wired in series. Each rack was placed on 
the roof with positive and negative wire ends capped off 
temporarily with wire nuts. Four racks were wired to each 
other to make up the east array, and the other four made up 
the west array. The final connections between the racks and 
into the watertight junction box on the roof were made at 11 
PM with a small flashlight. And the shinbone is connected 
to the leg bone! 

Scott Carlson provided the materials, as well as help in 
the permitting process, design, and tech support. However, 
I did the actual installation of the system. If I was a 
contractor, I would have lost my shorts on this job because 
it took me a few weeks to install. I had some friends assist in 
the lifting of the six-panel racks. They were a diverse group 
of workers, including a homicide investigator (carries a 
gun), a welder, an IRS agent (nice guy, honest), a software 



Doubling up the mounts minimized holes in the roof. 
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Webster Family Photovoltaic System 

Photovoltaics: Forty-eight Kyocera KC120, 120 W each; two arrays, each array wired for 2,880 W at 288 VDC; 5,760 W total 




Inverters: Two SMA Sunny Boy 
SB2500U, 2,500 W, 288 VDC input, 
240 VAC output, MPPT, 
utility interactive 



To Utility Grid: 




KWH Meter 




Inverter Subpanel: 

20 A breakers to 
inverter circuits 



AC Mains Panel: 

100 A breakers to 
subpanel 



,1 K 



Earth 
Ground 



Note: All numbers are rated, manufacturers' specifications, or nominal unless otherwise specified. 



Daren installed his family's PV system himself — 
with a little help from his friends and a professional system designer. 



architect (computer geek), a pool 
contractor, and me (an awards 
business owner). What a group! 

I started running l /i inch EMT 
conduit from the disconnects to the 
array and installed a small box where 
the wires are joined. Later, I ran EMT 
conduit from the disconnects to the 
SMA input side on one inverter and 
the output side of the other. I did this 
for aesthetic reasons. The wires cross 
inside the inverter, as opposed to 
outside the unit. 

The AC wires were already in the 
wall and went to the subpanel. I had 
the foresight to put them there when 
building the shop. So all I needed to do 
was install the breakers and connect 
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PV system grid-tied 



the other end to the inverter. To 
ground the array, I also had placed a 
#8 (8 mm 2 ) ground wire from the 
ground rod up through the subpanel 
and into the attic. 

After I finished installing the 
equipment, I had my solar guru (Scott) 
come by and bless my work. After 5 
minutes, he asked me to switch a wire 
in the Sunny Boys and stated that 
when finished I should call the county 
inspector! Ta da! 

The inspector showed up two days 
later and walked up to me and said, 
"Hi, I am here to inspect your solar 
system; where are your batteries?" I 
replied, "I don't have any." He asked, 
"How does that work?" I answered, 
"Quite well!" What a goofball. This 
guy needed to go back to solar 
kindergarten. Well, he blessed the 
system and I instantly faxed my job 
card to SCE for permission to turn on 
the system. 

I received a call from the SCE rep, 
and I immediately threw the 
Frankenstein switches, exclaiming, 
"It's alive!" I then ran out to the meter, 
with my wife 40 to 50 feet behind me, 
only to discover that the SMA 2500s 
would take a few minutes to initialize 




The subpanel that the inverters feed is clearly, safely labeled. 



Daren chose to mount the SMA inverters inside, even though they are designed 
to live outside. He added a muffin fan to help them stay cool. 




before pushing energy into the grid. I 
returned to the inverters to watch the 
countdown, and when the display was 
approaching zero, I bolted back to the 
meter and shouted, "We have liftoff!" 
at the top of my lungs. 

It was unbelievable how fast the 
meter was going backwards. It was 
smokin'... just kidding. Next I had 
Martina go inside and turn on one of 
our two, 3 ton air conditioners... and 
the meter was still going backwards, 
just more slowly. This was so cool! 
Then she turned on the second air unit 
and the meter went forward, but 
slowly. 

Payback Time 

I signed up for the SCE time-of-use 
(TOU) rate, which is based on specific 
time slots to determine the price of 
electricity. Basically, we pay a 
premium from 10 AM to 6 PM on 
workdays, and discounted rates on 
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Daren Webster's TOU / Net Billing Computations 



ii %Jl 1 1 
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L/dyo 


Wir 

VV II 

On 
Peak 

KWH 
ixvv n 
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Off 
Peak 
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Cum 

OUII 

On 
Peak 

KWH 
ixvv n 


1 MCI 

Off 
Peak 

KWH 
ixvv n 


KWH 

Total 
lUldl 


Wir 

VV II 

On 
Peak 

Phm 


1 LCI 

Off 
Peak 

Phm 

IrlllLj. 


i m 

OUII 1 

On 
Peak 

Phm 

IrlllLj. 


mot* 

1 ICI 

Off 
Peak 

Phm 


Energy 

V/l Idl tjc 


Carried 

Total 
lUldl 


09/20/01 


10/07/01 


17 








-204 


35 


-169 


$0.00 


$0.00 


($102.36) 


$4.19 


($98.17) 


($98.17) 


10/07/01 


10/22/01 


15 


-170 


8 








-162 


($26.51) 


$0.85 


($24.40) 


$0.00 


($50.06) 


($148.23) 


10/22/01 


11/20/01 


29 


-269 


-19 








-288 


($41.95) 


($2.02) 


$0.00 


$0.00 


($43.97) 


($192.20) 


11/20/01 


12/24/01 


34 


-150 


332 








182 


($23.39) 


$35.26 


$0.00 


$0.00 


$11.87 


($180.33) 


12/24/01 


01/22/02 


29 


-203 


188 








-15 


($31.66) 


$19.97 


$0.00 


$0.00 


($11.69) 


($192.02) 


01/22/02 


01/24/02 


2 


-15 


13 








-2 


($2.34) 


$1.38 


$0.00 


$0.00 


($0.96) 


($192.98) 


01/24/02 


02/25/02 


32 


-290 


30 








-260 


($45.23) 


$3.19 


$0.00 


$0.00 


($42.04) 


($235.02) 


02/25/02 


03/26/02 


29 


-280 











-280 


($43.67) 


$0.00 


$0.00 


$0.00 


($43.67) 


($278.69) 


03/26/02 


04/24/02 


29 


-315 


32 








-283 


($49.13) 


$3.40 


$0.00 


$0.00 


($45.73) 


($324.42) 


04/24/02 


05/23/02 


29 


-308 
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-284 


($48.03) 


$2.55 


$0.00 


$0.00 


($45.48) 


($369.90) 


05/23/02 


06/24/02 


32 


-67 


-3 


-182 


125 


-127 


($10.45) 


($0.32) 


($91.32) 


$14.95 


($87.14) 


($457.04) 


06/24/02 


07/23/02 


29 








-23 


604 


581 


$0.00 


$0.00 


($11.54) 


$72.23 


$64.56 


($392.48) 


07/23/02 


08/21/02 


29 








12 


531 


543 


$0.00 


$0.00 


$6.28 


$74.91 


$71.59 


($320.89) 


08/21/02 


09/23/02 


33 








39 


817 


856 


$0.00 


$0.00 


$20.41 


$115.25 


$124.75 


($196.14) 



As shown in Southern California Edison bill. 



weekends, holidays, and outside of the peak hours. The "on- 
peak" rates are US$0.52 per KWH in summer and US$0.17 
per KWH in winter. "Off-peak" is US$0.14 per KWH in 
summer and US$0.12 per KWH in winter. 

Here's the punch line — from 10 AM to 6 PM, we are 
sellers, not buyers. The key to using this rate structure is 
shifting your loads outside of the peak time to maximize the 
credits that can be generated. Simply put, if you send 20 
KWH into the grid during peak at US$0.52 each (US$10.40), 
you can buy back 74 KWH for the same US$10.40 at the off- 
peak rate of US$0.14 per KWH. Too cool! 

We went online September 20, 2001 with the TOU rate, 
and we were able to credit US$457.04 to our account by June 
24, 2002 — all the time never having a monthly bill. We had 
only 3 months left to use the credit and the energy still being 
produced every day. We made a valiant effort to use up the 
surplus. But on September 23rd, the meter was read, and we 
had been unable to use all of our credit up. Once we get our 
spa installed, we will have no problem using up the surplus. 

We actually forfeited US$196 worth. Our utility isn't 
required to pay for any energy generated once we offset our 
annual load. That US$196 equated to 1,400 KWH off-peak, 
or 377 KWH on-peak that we could have used if we hadn't 
run out of time. However, they sold my energy to someone 
else — that I am sure of! I wonder how they will show this in 
their accounting? Maybe they will use an Enron tactic. 

The bottom line on all this is that our total energy 
produced was 9,615 KWH for the year. The total energy we 
used was 11,777 KWH for the year, and because of TOU, we 
didn't have to pay for any of it. My avoided electrical cost 
from the utility in year one was US$2,029. When that 
amount is divided into the US$14,479.88 cost after rebates, 



Subtotal 
Amount Owed to SCE 
Basic Charge 
TOU Meter Charge 
Rate Reduction 
Total Adjustment 
Current Amount Due On Bill 



($196.14) 



$0.00 



$12.14 



$29.44 



($4.16) 



$37.42 



$37.42 



the simple payback is estimated at 7.13 years. And this 
doesn't even include the 15 percent California tax credit for 
homeowners, or the federal 10 percent business tax credit 
and accelerated depreciation. I don't need an accountant to 
figure out that this is a good deal. 

Performance 

Though the system has produced as much as 34.5 KWH 
in one day, the one year running daily average is 26.3 KWH. 
Monthly average is just over 800 KWH with the annual total 
being 9,615 KWH. During the middle of a particularly hot 
day in Hemet, California, where summer temperatures are 
often well above 100°F (38°C), I noticed that the SMA Sunny 
Boy inverters were displaying the message, "de-rating," and 
electrical output had been reduced. After reading the 
manuals and having Martina talk with SMA technical staff 
in Germany (and John at SMA America), I realized that the 
inverters were simply reducing production in an effort to 
cool themselves off. 

My solution was to add a small, 5 inch (13 cm) "muffin 
fan" to cool off the heat sinks located on the top of each SMA 
inverter. Scott (the guru) feels that the fans' cooling effect 



www. homepower . com 
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PV system grid-tied 




The Websters are a proud, solar powered family! 

has increased the system output by almost 5 percent by 
stopping the inverters' need to derate (slow electrical 
production) to cool off. Also, electronics like to be cool, and 
they will probably last longer running at a lower 
temperature. I placed the fans on a timer so that they turn on 
only during the heat of the day. 

What the Future Holds 

Future projects include a PV direct Dankoff pump to 
push water through several solar pool heating panels and 
filter the pool for 6 to 8 hours a day. I am hoping to get 10 
months of pool usage with no utility bills. Our spa will be 
heated during off-peak hours using AC. 

Justifying my solar projects is easy. You see, it all boils 
down to a payment plan. You can finance your car for 3 to 5 
years, and you understand that when you make the last 
payment, you are done! Solar is no different. When the 
system is paid for, you are done. Compare this to the Edison 
payment plan, which is, "Till death do you part," with their 
lifelong payment plan. With my solar-electric system, I have 
prepaid my electricity for the life of my PVs (at least 25 years 
under warranty), but the payment plan is finished with my 
7 year payback. So follow my lead, and call your nearest 
solar-electric dealer. 

Access 

Daren & Martina Webster, DarMar Awards, 42976 
Mayberry Ave., Hemet, CA 92544 • Phone/Fax: 
909-927-5538 • awards@darmar.com • www.darmar.com 

Carlson Solar, Inc., 27412 Enterprise Circle West, Suite 105, 
Temecula, CA 92590 • 877-927-0782 or 909-927-0782 • 
Fax: 909-587-8359 • scott@carlsonsolar.com • 
www.carlsonsolar.com • Supplier, designer, & guiding light 

SMA America, Inc., 2830 Red Dog Rd., Grass Valley, CA 
95945 • 530-273-4595 • Fax: 530-274-7271 • 
berdner@sma-america.com • www.sma-america.com • 
Inverters *m 
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1 000 Watt Home Wind Turbine 




Battery Charging 



Features 






► 5-Year Warranty (Industry's Longest) 

► Low Noise Under All Conditions 

► Bergey "Tornado-Tuff" Ruggedness 

► Advanced Airfoil and Oversized Neo 
Alternator 

► AutoFurl "No Worry" Storm Protection 

► Fail-Safe Design, No Dump Load Required 
for Structural Safety 

► Upgraded Multi-Function Microprocessor 
Controller (new) 

► Boost Converter Provides Charging at 6 mph 

► New "Slow-Mode" Idles Rotor When 
Batteries are Full 

► Push Button Electric Brake (new) 

► All-Inclusive Tilt-up Towers: 30', 42', 64', 84', 
and 104' 

► Tower Winch System using Hand Drill Power 

► Installation & Support by Over 500 BWC 
Dealers 



The Bergey XL.l 24 VDC battery charging wind system is the most technically 
advanced small wind turbine on the market today It provides superior energy 
production performance with the "Tornado Tuff ruggedness that has made 
Bergey turbines best sellers since 1980. And, best of all, the XL.l is value priced 
to give you the most bang for your buck. 

The XL. 1 now features an upgraded PowerCenter controller that idles the 
rotor once the batteries are full (Warning: Be prepared to spend hours 
flipping lights on and off to cause the rotor to speed up or slow down. 
Highly addictive to techies.) and provides a convenient push button brake 
function. In addition, we doubled the dump load capacity (to 60A) and gave 
it proportional (PWM) control to more accurately maintain battery voltage, 
added a "wattmeter function," made customizing set-points a snap, and 
added a polarity checker for the wind and PV inputs. 

Compare features, performance, price, reputation, and warranties. We think 
you will find that the Bergey XL. 1 is the clear choice for your home power 
system. Get product information and find a dealer near you by visiting our 
web site: www.bergey.com. 




PowerCenter Controller 



• 60A Wind Regulator 

• 30A Solar Regulator 

• 60A Dump Load Control 
Circuit 

• Voltage Booster for Low Winds 

• Battery and System Status 
LEDs 



• "Wattmeter" LED Function 

• Timed Equalization Function 

• Push Button Rotor Brake 

• Slow Mode Rotor Idling 

• Easy Set-Point Adjustment 

• Polarity Checker 



Typical Performance: 5.2 kWh DC per day 

4 Times More Energy Than the Air 403 1 1 .8 Times More Energy Than the Whisper H40 



1 —Air is a registered trademark of Southwest Windpower, Inc. 

2- Whisper is a registered trademark of Southwest Windpower, Inc. 




Windpower 




Simplicity»Reliability»Perforiviance 



1 1 .2 mph (5 m/s) Average Wind Speed at Hub Height, Rayliegh Distribution. 

Based on manufacturer's published power curves. 



2001 PRIESTLEY AVE. 

Norman, OK 73069 
T: 405-364-4212 
F: 405-364-2078 
SALES@BERGEY.COM 
WWW.BERGEY.COM 



© 2002 Bergey Windpower 
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In Colorado 

Contact SEI for our complete workshop schedule 



Women's Workshops 

PV Design & Installation, Paonia, CO 
Carpentry, Paonia, CO 



July 7-18 
July 21-25 



Other Workshops Outside Colorado 

Biodiesel Fuel, Missoula, MT August 18-22 

Natural House Building, Kingston, NM Sept. 29-Oct. 3 

San Juan Island Series on Guemes Island, WA 

Intro to Renewable Energy Systems October 11 

PV Design & Installation October 13-18 

Wind Power October 20-25 



Distance Courses on the Internet 

PV Design 
PV Design 
Solar Home Design 



Aug. 4-Sept. 12 
Nov. 3-Dec. 12 
Oct. 6-Nov. 14 



J _l 





SEI Workshops: 

Introduction to 

Renewable Energy 
Photovoltaics Design 

& Installation 
Photovoltaics 2 
PV Design On-Line 

Distance Course 
Utility Interactive 

Solar Systems 
Wind Power 
Microhydro Power 
Solar Home Design & 

Natural House Building 
Solar Home Design On-Line 

Distance Course 
Strawbale Construction 
Solar Water Pumping 
Solar Hot Water 
Renewable Energy for the 

Developing World 
Successful Solar Business 
Biodiesel Fuel 
Women's Photovoltaics 
Women's Wind Power 
Carpentry Skills for Women 
The Politics of Energy 
Homebuilt Wind Generators 




Hands-On Education for a Sustainable Future 

voice: (970) 963-8855 • fax: (970) 963-8866 
e-mail: sei@solarenergy.org • web: www.solarenergy.org 

P.O. Box 715, Carbondale, Colorado, USA 81623 
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NREL's Wind Turbine Generator System Acoustic Noise Test Report for the Whisper H40 Wind Turbine indicated 
the difference between the turbine and background noise was between 3 and 7 dBA, 
a difference imperceptible to the human ear. 




Certified Whisper Quiet 

"The quietest turbine ever 
tested here" reports the 
NREL (National Renewable 
Energy Laboratory). Their 
acoustic test reports the 
sound of the Whisper H40 
never exceeds back- 
ground noise by 7 dBA 
making the H40 virtually 
silent. To see for 
yourself, download the 
full report at 

windenergy.com/SUPPORT/downloa 




ds.html 




Easy to install... 



y 



...and now we have made it even easier with the 
revolutionary Whisper Tower Kits. Complete 
installation is possible in just a few hours. Kits 
include all hardware and easy to follow 
instructions. These PE 
Certified (in CA& NE) kits 
are available in 24', 30', 
50', 65' and 80' heights. k 
Visit our web site and 
download complete 
manuals at 

windenergy.com A 




2131 N. First Street • Flagstaff, Arizona 86004 USA 
Tel 928-779-9463 • Fax 928-779-1 485 
www.windenergy.com • E-mail info@windenergy.com 
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ir low wind areas 




Whisper H80 WP 

Low cost 3-phase AC 
water pumper uses 
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Whisper 175 

Over 3000 watts of power 
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Amp-hour meters let you know 
when your batteries are full, 
and when they aren't. 



Amp-Hour Meter 

Used In: Battery systems 

AKA: AH meter, battery monitor, state-of-charge meter 
What It Is: A fuel gauge for your battery bank 
What It Ain't: Owned by the utility 

Batteries like to be full. As a rule, the more time batteries spend at a 
full state of charge (SOC) and the less deeply they're discharged, the 
longer they'll last. This is especially true with lead-acid batteries, and in 
off-grid renewable energy systems where the batteries tend to be regularly 
discharged overnight, and deeply discharged during periods of cloudy 
weather. 

Renewable charging sources, like solar-electric panels and wind 
turbines, generate energy that can be stored in batteries. The rate that the 
batteries are charged and discharged is measured in amps. Amp-hour 
meters count the amperage both into the batteries from the charging 
sources, and out of the batteries to power appliances. 

When an amp-hour meter is installed, the total capacity of the battery 
bank in amp-hours is programmed into the meter. The meter compares the 
amp-hours put into the battery (charging) to the amp-hours removed from 
the battery (discharging), and tells you how full the battery bank is, ex- 
pressed as a percentage. 

It would be silly to put a car's fuel gauge in the trunk. It's the same with 
an amp-hour meter. Put your meter someplace where you'll look at it 
often. That way you'll always have a handle on how much stored energy 
you have left, and when you need to fire up the stinking generator. 

Joe Schwartz • joe.schwartz@homepower.com 



SolarMount 

PV MODULE MOUNTING SYSTEM 



Bra 

r.unirac.com 







RAC] 


THE 




-STANDARD IN PV MODULE RACKS ^ 



UniRac, Inc. 3201 University Boulevard SE, Suite 110 505.242.6411 

info@unirac.com Albuquerque NM 87106-5635 USA 505.242.6412 Fax 
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No Power? No Problem! 



There is more to a working renewable 
energy system than a cheap deal on a 
pile of hardware. 

We Provide: 

Complete service. We do solar, wind, microhydro and 
pumping systems. Load analysis, site survey, system 
design, sales, installation, user training, and tech 
support long after the warranties expire. We live on 
renewable energy, have 20 years of experience, and 
have established over 500 systems. We specialize in 
NEC® compliant, safe systems that will make your 
Electrical Inspector smile! 

Equipment for DIY. We offer reasonable deals and 
technical reality checks. Why settle for a packaged 
system when you can have yours custom designed by 
an expert? 

Your best resource is a local pro. Tap into our network 
of qualified, competent Electron Connection associates 
across the country. 

Going into the Biz? Why talk to a "sales technician" 
when you can talk to an electrician? We KNOW what 
works and how it works. We offer technical support, 
system design help, prompt shipment, fair pricing and 
NO BULL. Local referrals always. Electrical competence 
required. 




dlta la MI 




John Bertrand 

©2003 John Bertrand 



\\l \if e were ^ rst thinking about solar powered homes in the 1970s and early 1980s, 
\ A / w ^ en s ^ ne wave inverters were just a dream. Most recommendations were to 

^ I \ f use a gas refrigerator or, at best, a super-efficient DC electric model. Later, 

when planning our solar home in the late 1980s, most RE dealers were starting to recom- 
mend inverters in systems, giving more credence to a 120 volt AC refrigerator. Many 
recommended the Sun Frost, which was favored for good reason — the mass-market 
refrigerator was an energy hog. 



In the past twelve years, though, things have changed. 
Some mass-market models are breathing at the heels of the 
Sun Frost and similar brands in their use of energy. Plus, 
they offer a lot more convenience and lower prices, not to 
mention better aesthetics (not my highest priority, but 
certainly desirable). 

Federal efficiency standards in the last decade have been 
forcing the manufacturers to do better. The lowest limits 
now permissible generally mandate at least 50 percent less 
energy use than models produced in 
1990. Energy Star rated models are at 
least 10 percent better than this 
standard. 

The American Council for an 
Energy Efficient Economy (ACEEE) 
has a Web site with the "best of the best 
in energy-efficient appliances." For 
2002-2003, the most efficient top 
freezer model under 18 cubic feet is a 
Whirlpool that uses 372 KWH per year, 
or just over 1 KWH per day. These are 
respectable figures. The 2002-2003 list 
is dominated by the Kenmore brand, 
which holds 30 of 36 slots on the list, 
whereas the previous year's list didn't 
contain a single Kenmore. 

Finding the right size and 
efficiency was just step one for us. Step 
two was to make the unit even more 
efficient. 

The Long Search 

While planning our new off-grid 
house, we not only had to plan the 
specific space for a refrigerator, we 
also had to decide whether to use a gas 
or electric unit. We were willing to live 
with some compromises. But we 
finally decided that, living in a warm, 



fairly moist climate (Hawaii) and having experience here 
with a small gas refrigerator, it would be far less hassle to 
have a modern, moderately sized, self-defrosting 
refrigerator if it could be relatively efficient. 

Our planning period, in the late 1980s, corresponded to 
the first attempt by corporate America to create a more 
efficient mass-market refrigerator. An electric industries 
group set up a US$1 million prize for the most efficient new 
refrigerator design. Whirlpool won that prize and 



With the fridge pulled out, the 3 inches (7.6 cm) of foam insulation can be seen. 
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A piece of air conditioning filter is used 

to slow dust buildup on the coils. 
Front venting is pretty close to "normal." 



Refrigerator in enclosure, lined with foam insulation. 




subsequently marketed a line of side-freezer models with 
increased insulation and more efficient compressor, among 
other things. Unfortunately, they priced the line 
considerably above the standard lines, and did not seem to 
do much real marketing for it. 

Though a side-by-side is inherently less efficient than a 
top-freezer model, these units were very efficient for the 
time. When we were beginning to build in the mid-1990s, 
those models were still on the market. But I found out in 
1997 that they were being discontinued. This seemed to be 
partly due to low sales and partly to the increasing 
efficiency across the industry, because of EPA standards 
(and the inability of the buying public to grasp the idea of 
long-term vs. short-term costs). In any case, I decided that 
since this model was still the most efficient on the market, I 
had best get one while I could, even though it would be 
awhile before we actually put it into use. 

We purchased a nominal 22 cubic foot (0.62 m 2 ) 
Whirlpool, which had an EPA rating of 561 KWH per year or 
1.54 KWH per day. The price was more than US$1,700 (this 
is rural Hawaii), though we did negotiate a US$300 discount 
because of some yellowing in the interior. 

Finished! And only a little wider than the norm. 




www. homepower . com 
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fridge efficiency 




On the lower back, coils and compressor are left 
uninsulated to dissipate heat. 



Increasing Efficiency 

Even though the EPA-rated efficiency (which we 
confirmed with our own measurements) was very 
respectable, we wanted to make our new refrigerator even 
more efficient. I had planned the kitchen space to allow a 
complete enclosure around the refrigerator, with enough 
space for additional insulation. I could see that with the 
typical bottom mounted compressor, all the needed 
ventilation was at the bottom, front and back. I called 
Whirlpool technical service to confirm that as long as that 
area was not blocked, there would be no problem adding 
insulation to the rest. 

When we were ready to put the unit into service, I 
proceeded with the task of insulating. My first attempt was 
a failure. I wanted to avoid applying the insulation directly 
to the refrigerator surface (heavens, we might want to sell it 
some day). So, I insulated the enclosure, using a layer of 
foam insulation in the enclosure wall followed by a layer of 
fiberglass insulation next to the refrigerator. After a few 
days, in checking the unit, I found that the fiberglass 
insulation was wet. Doing a little investigation, it appeared 
that the dew point had moved out into the fiberglass, which 
is not airtight. 

So I bit the bullet and applied two IV2 inch (3.8 cm) 
layers of dense Styrofoam insulation (left over from 
building our roof) directly to the top, sides, and back of the 
refrigerator, leaving the area around the compressor 
exposed on all sides. This was a little difficult in places. The 
sides had a slight curve to them. But I was able to get the 
layers of foam to conform pretty well. Using more layers of 
thinner Styrofoam would be even easier. I used 3M Super77 
spray contact adhesive to fasten them. 

On the back, there were some ridges in the metal that 
needed to be made airtight, if not completely filled. I used a 
common spray foam insulation for these few places. Then I 
used a heavy duty, IV2 inch (3.8 cm) wide poly tape (from 
an air conditioning supply house) to seal all the edges, 
except the bottom so that if any moisture did form, it could 
run out. This seemed to lick the moisture problem, since the 
dew point was moved into the foam, which is airtight. 



■ 
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A vent is cut in the wall in the back of the enclosure. 
The copper coil is the feed for the ice maker. 



The Results 

When I put the insulated refrigerator into service and 
measured it over a week's time with my Watts Up? meter, it 
averaged out to about 1.2 KWH per day. During the 
occasional time when we had the ice maker on or when it 
was going through a self-defrost cycle, it was more like 1.3 
KWH per day. The freezer temperature is kept close to 0°F 
(-18°C), and the refrigerator section at 36°F (2°C). 

Now, after almost two years, I have just finished up the 
trim around the front of the enclosure, which had not been 
a high priority with other construction ongoing. I used the 
occasion to remeasure the energy use over several weeks, 



Most of the time, the ice maker is inactive and the opening 
is plugged with a block of insulating foam. 
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fridge efficiency 



and have come up with the same figures as before, with a 
slight rise to 1.3 KWH per day during a relatively hot (80°F; 
27°C inside the house) and humid spell. We have had no 
moisture problems. 

For us, the extra insulation has been a good move. We 
spent virtually nothing, while increasing the efficiency of 
our refrigerator by 20 percent, and have cut our energy 
drain by about 300 WH per day. Our refrigerator was 
already well-insulated; the savings may well be greater with 
a more average unit. A side benefit is somewhat less noise. 

Things Are Getting Better 

If we were buying a new refrigerator today, we might 
well opt for one we saw at a local store. It is a 20.9 cubic foot 
(0.59 m 3 ) Kirkland top-freezer model made by Whirlpool 
(US$650). Its label says that it uses 467 KWH per year, which 
is slightly less than the ACEEE listed unit, and shows how 
quickly things are changing. If the additional insulation 
worked as well on this model, we could project a yearly use 
of only 378 KWH or barely more than 1 KWH per day. But 
even as it comes, the unit's 1.28 KWH per day figure is very 
good. 

A parting note on the selection of refrigerators in stores, 
at least around here: Most of the floor models I see are the 
least efficient models available, and our local electricity 
costs about 18 cents per KWH! Go figure! Aloha. 

Access 

John Bertrand, PO Box 811, Holualoa, HI 96725 • 
caber@kona.net 



SunDanzer! 




6 Watt Refrigerators - 19 Watt Freezers 
5.8 Cu.Ft. Units $899 
8 Cu.Ft. Units $999 

www.sundanzerxom 

1-775-331-6600 hp@sundanzer.com 
1320 Freeport, Suite 101, Sparks, NV 89431 USA 



Shell Solar 

What does 
it really mean, 
Gold Economy? 



Whirlpool Corporation, 2000 N. M-63, Benton Harbor, MI 
49022 • 800-253-1301 or 616-923-5000 • 
Fax: 616-923-7948 • www.whirlpool.com 

American Council for an Energy Efficient Economy 
(ACEEE), 1001 Connecticut Ave. NW, Suite 801, 
Washington, DC 20036 • 202-429-0063 • Fax: 202-429-0193 
ace3pubs@ix.netcom.com • www.aceee.org 

U.S. Dept. of Energy, Office of Energy Efficiency and 
Renewable Energy • www.eren.doe.gov 
Tips for lowering refrigerator energy use: 
www.eren.doe.gov /buildings / consumer_information/ 
refrig/ reflower.html 



EPA Energy Star Appliances • www.energystar.gov 

Related Tests: Consumer Reports, August 2002, pages 25-27 • 
Comparison tests of many fridges, and gives repair history 
by brand. 
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Meeting your electrical energy needs 




Unbreakable 
Lightweight 
Reliable 
Weather Resistant 




Flexible 
Shadow Tolerant 
Durable 



At a time when power is in demand. 

Um-SOLAR 



Bekaert ECD Solar Systems, LLC 

3800 Lapeer Road • Auburn Hills, Ml 48326 

(800) 843-3892 • Fax: (248) 364-0510 

www.uni-solar.com 



The Power To Change The World 



Sustainable Energy Solutions Through Innovation 



Solar Electric Inc. 
5555 Santa Fe Street, Suite D 
San Diego, CA 92109 
(800) 842-5678 • Fax: (877) 842-5678 
www.solarelectricinc.com 
solar@cts.com 



The best power source 
next to the sun 





Trojan 

COMPANY W 



Available from Trojan Master Distributors Worldwide 
Phone: 800-423-6569 • www.trojanbattery.com 
Your Lifetime Energy SourceTM 
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We Mean 
Business . . . 




your business! 

Our Senior Product Manager reflects the true 
"esprit de corps" of SunWize. Problem Solving . . . 
Innovation . . . Ingenuity . . . providing you with a 
choice of solar products to make your business a 
success. We are the people that make it happen for 
your business. Be successful, choose SunWize! 

SunWize* 

TECHNOLOGIES 

800.817.6527 • www.sunwize.com 





We've reduced 
our energy use 
eveu iuriher! 



Weed a High Efficiency Refrigerator 
for a Harsh Climate? 

mm \m®^ 

P.O. Box 1 1 01 , Areata, CA 9551 8-1 1 01 
Phone: 707-822-9095 • Fax: 707-822-6213 • www.sunfrost.com 



Shell Solar 



Why is your 
breakeven heralded 
by the sunrise? 



J i J I ■: liiii,-' kcJii 
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For an earth restored and a world at peace. 
Independent Electric Power for the Remote Home 



When you speak with Backwoods Solar, your questions are 
personally answered by people using the products everyday. 

Our catalog / planning guide teaches the basics of installing 
solar electric residential power. We can refer you to skilled 
installers in most states. Our mountaintop business, shop, and 
home have been powered by equipment from our catalog for 
25 years. Utility lines are still 2 miles away. We are a family 
business living with our products. 

185 PAGE CATALOG / PLANNING GUIDE 

FREE to Home Power readers 

Phone (208) 263-4290 FAX only (888) 263-4290 
Website www.backwoodssolar.com 
Email info@backwoodssolar.com 

Visit us or write: 

Backwoods Solar Electric Systems 
1395-HP Rolling Thunder Ridge 
Sandpoint, Idaho 83864 USA 



Solar, Wind, Hydro 

where utility power is not available. 



Hex 
mm 
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Shell Solar 

You con expect more 
than business as usual* 




Foi d#cad*s w£ hcivt vvahktd ori i*wfcDMii1iv* tfjlirfwrii in o refer to ffiftk* helfc-i nsf ifilar eci&fgy. T=_duy we i-Her l-e h^hflil 
pr^dud quality and ramprehentiw 5orv|c»p wbkh maer. Hie Sia™™ ffandortt h Shall 5n>lnr y^iu hnvw Ihp ideal pgri-jw, wba 
ploys u ^Miiiva rola rn bonding -j Fu4ur* Fai ranflwabk -neiqy \\zm o wide range of innovulive product Fui axQfnpla. 
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SDHW Installation Basics 
Pari 2: Closed Loop Antifreeze 



Chuck Marken & Ken Olson 
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Closed loop antifreeze 
is one of the most 
common solar domes- 
tic hot water (SDHW) 
systems for cold 
climates. This article 
concentrates on the as- 
sembly and installation 
of closed loop anti- 
freeze SDHW systems, 
hereinafter referred to 
as closed loop sys- 
tems. "Installation 
Basics for SDHW 
Systems" in HP94 
covered aspects of 
installation common to 
most solar water 
heating installations, 
such as collector 
location and mounting, 
pipe runs, soldering 
and insulation, and the 
control system. 



Nancy Cochrell of AAA Solar puts the 
finishing touches on a SDHW system. 
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The operation of the closed loop 
system, the function of each of its 
components, and some guidelines for 
sizing were covered extensively in 
HP85. In brief, freeze protection is 
accomplished by circulating a nontoxic 
antifreeze fluid to remove heat from 
the solar collectors and transfer it to 
the domestic water via a heat 
exchanger. The antifreeze remains 
contained within a closed loop, so it 
never mixes with the domestic water. 

The collector loop setup is nearly 
identical to conventional closed loop 
hydronic home heating systems, 
which circulate water heated in a 
boiler through baseboard radiators or 
a radiant floor. Most plumbing and 
heating contractors recognize the 
closed loop system as a common 
design and are familiar with all the 
components on the parts list in this 
article. 




Laying out the components and plumbing parts in advance 
prevents headaches after the soldering begins. 



Modular Assembly Rules! 

The major components, other than solar collectors and 
storage tanks, are easier to deal with if you have the space to 
assemble the parts into a component module before 
installation. Many modules in earlier systems had cosmetic 
covers, but this has been shown to cause excessive heat 
buildup, which can cause premature failure of certain 
pumps. The components can be placed anywhere consistent 
with good access and straightforward pipe runs, but they 
are usually installed near the storage tank. 

A 3 /4 inch (19 mm) plywood board, approximately 2 or 3 
feet (0.6 or 0.9 m) by 4 feet (1.2 m), is an excellent mounting 
surface for the component module. You can also use a 
square channel product called UniStrut for wall-hung 
equipment. If you have the space on a wall for a module of 
this size, the installation will be much cleaner, with less 
chance of piping errors. Placement of the components is 
based on convenience and access, and a few good rules as 
provided below and illustrated in the drawings. 

When your module is completed, you will have either 
two or four connections to the rest of the system. For 
systems using an external heat exchanger, you will have 
four connections, including collector supply, collector 
return, heat exchanger supply, and heat exchanger return. 
For systems with a heat exchanger integrated within the 
storage tank, you will have only two module connections — 
one that goes to the collector and one to the tank heat 
exchanger. 

Rule #7 

The pumps should be placed so that they are pumping 
the coldest fluid in the system. The coldest collector loop 
fluid is found after it has been circulated through the heat 
exchanger where it has lost most of its heat. The coldest 
DHW is at the bottom of the storage tank. 



SDHW Module 
for Use with In -Tank 

ir 




To Power 
Supply 



From 
Heat Exchanger 
in Tank 
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SDHW Module with 
External Heat Exchanger 



| From Solar 



Collector 



''ATemperature Gauge: 

=) 30° to 250°F scale 



Temperature Gauge: 

30° to 250°F scale 




valve assembly are usually placed 
downstream from the heat exchanger, 
near the collector fluid pump. 
Therefore, they are on the cold side of 
the loop as well. 

Rule #5 

If you place the expansion tank 
with the pipe fitting down (tank 
upside down), the tank will continue 
to function if the internal bladder fails. 
An expansion tank placed with the 
fitting horizontal will still hold air with 
a bladder failure, and may continue to 
function. A tank placed with the fitting 
up, upon failure, will introduce all the 
air in the tank to the collector loop 
piping. This is a common cause of 
failure in older systems. 

Rule #6 

A coin vent may be located 
anywhere that an air pocket is likely to 
form within the piping. Air pockets are 
most likely to form where the fluid is 
at its hottest, or where the piping 
makes a downward turn. A coin vent is 
usually placed at the collector outlet 
where the piping turns downward. 
Another may be located at a similar 
location in the collector loop at the 
closed loop module assembly. 



Rule #2 

Pumps should always be mounted 
so that the impeller shaft is horizontal. 
Mounting a pump with the shaft 
vertical will put too much pressure on 
the shaft bearings and cause 
premature failure. If possible, the 
pump(s) should pump upwards; this 
prevents trapped air from collecting in 
the pump chamber, which is possible 
with some pump models. 

Rule #3 

The check valve should be placed 
between the two boiler drain valves 
that are used for purging and filling 
the system. These boiler drains are also 
used for any future maintenance of the 
collector loop fluid. 

Rule #4 

The expansion tank, pressure 
gauge, and the boiler drain and check 



Don Keefe mounts the expansion tank upside down — on purpose. 
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A pressure test fitting made from a Schrader valve 
and a female hose fitting. 



Putting It All Together 

The parts should be laid out dry before putting them 
together. You will need to cut pipe to the sizes needed, and 
fit the pipe into the various fittings and adapters. All of the 
piping, fittings, adapters, and components should be 
soldered before attaching them to the module backing. 
Gaskets should be removed from valves and other 
components, and set aside before soldering. Reassemble 
them once the fittings have cooled down. 

The assembly can be pressure tested with a small air 
compressor if you are unsure of any joints in the system. You 
can make a small attachment for the pressure test with a 
hose connector and Schrader valve (tire valve) as shown. 
This can be screwed onto one of the boiler drain valves in 
the open position. Cap the inlets and outlets, and the 
pressure gauge will indicate the assembly pressure. 

If the system holds a pressure of about 50 psi for 30 to 60 
minutes, you can be assured of its integrity. If the pressure 
gauge falls during this time and the leak is not apparent, a 
solution of soap and water can be applied with a spray 
bottle to detect very small leaks. Soap bubbles will appear at 
the leaking joint (s). 

When you feel that the module is leak-free, the entire 
assembly should be fastened to the module backing and the 
backing fastened to the wall with screws or lag bolts. Four 
screws or lag bolts, one at each corner, should be enough 
since the whole apparatus only weighs 30 to 40 pounds 
(17-18 kg). 

The piping to and from the collectors and storage tank 
can be soldered with the module in place. Some installers 
prefer to use unions at connections to major system 
components, such as the closed loop module or the heat 
exchanger. Unions are merely a convenience for 
maintenance and repair if removal or replacement is 
anticipated. 



SDHW Closed Loop 
Parts List 

At a minimum, a SDHW closed loop installation 
with collectors placed on a roof, will require the 
parts listed below. 

Solar Collector(s) 

Solar collectors capture the heat from the sun 
and are the main components of the system. In 
addition to your collectors, you will need mounts 
and hardware, roof jacks, silicone caulking, and 
roof sealant. (See "Installation Basics" HP94.) 

Pump(s) 

A closed loop system uses a low head, 
centrifugal circulating pump with a cast iron, 
stainless steel, or bronze body and is able to 
pump at least 0.5 to 1 gpm (2-4 Ipm) for each 4 
by 8 foot (1.2 x 2.4 m) collector. If your system 
has an external heat exchanger, you will need an 
additional circulating pump on the water side of 
the heat exchanger. This pump should have a 
bronze, stainless steel, or high-temperature 
plastic body. Be sure you have pump-to-pipe 
flanges if you use flanged pumps. (See 
"Installation Basics" HP94.) 

Differential Control 

A differential control activates the system 
whenever useful solar heat can be collected. It 
senses the difference in temperature between 
the solar collectors and the storage tank and 
turns the pump on or off accordingly. 

You will also need two sensors and a 120 VAC 
receptacle and cord set, unless the control 
includes a cord set. Thermostat wire for the 
control sensor wiring should be #20 or #22 (0.5 or 
0.3 mm 2 ), two-conductor jacketed cable. Use 
stainless steel hose clamps for fastening the 
sensors to the pipes. Connect the sensor wires to 
the sensors with electronic solder, coat with 
silicone sealant, and cover the connections with 
small wire nuts. (See "Installation Basics" HP94.) 

Heat Exchanger 

The heat exchanger, which transfers the heat 
from the solar heated antifreeze to the domestic 
water in the storage tank, can be either external 
or inside the tank. (See "Heat Exchangers" HP92.) 

Storage Tank 

Solar hot water is typically stored in a tank that is 
separate from the backup water heating system. 
Your storage tank may come with or without an 
integral heat exchanger. 

Continued on page 46 
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Parts List, Continued 

Expansion Tank 

A #15 bladder-type expansion tank is sufficient 
for fluid volumes up to 4.7 gallons (18 I). For 
greater volumes, you may use multiple tanks, or 
a #30 is sufficient up to 12.5 gallons (47 I). 

Pressure Relief Valve 

A pressure relief valve rated at 50 to 75 psi is 
usually adequate to protect the closed loop piping. 

Pressure Gauge 

A pressure gauge that registers in the range of 
to 100 psi will work. 

Coin Vent or Automatic Air Vent 

Coin vents are preferred. Automatic air vents 
may be problematic outdoors in freezing 
climates. Manual coin vents are adequate for 
closed loop systems where no makeup fluid is 
automatically introduced into the system. 
(Makeup water is a common feature in large 
hydronic heating systems where water is 
automatically introduced into the system to 
make up for losses or leaks over time. This is not 
common in solar water heating systems.) 

Boiler Drain Valves 

You will need two boiler drain valves for purging 
and filling the system. 

Check Valve 

Spring-type check valves are recommended to 
prevent forward or reverse flow at night. 
However, swing-type check valves are recom- 
mended for use with PV powered DC pumps, 
which may not generate enough force to open a 
spring-loaded check valve. 

Miscellaneous Plumbing Parts 

You will need some 3 /4 or 1 inch Type M copper 
tubing and various copper elbows, tees, 
adapters, and unions as required. You will also 
need solid wire solder (type 95/5; don't use rosin 
core solder intended for electronics) and flux, 
high temperature pipe insulation, insulation 
covering, and propylene glycol — approximately 
1 gallon (4 I) per collector. 

Options to Think About 

Consider adding dial thermometers or choosing 
the option of digital temperature readouts on the 
control if available. Another nice option is the 
addition of three ball valves for the hot water 
bypass assembly. Ball valves are preferable to 
gate valves because the position of the handles 
indicates whether the valves are open or closed. 




A pressure relief valve and air vent is installed at the highest 
piping point in the system — the outlet of the solar collector(s). 



Connecting to the Heat Exchanger 

Connecting the preassembled module to a tank with an 
integrated heat exchanger is rather straightforward. The 
heat exchanger outlet (cold) feeds the pump inlet, and the 
collector outlet connects to the heat exchanger inlet (hot). 
The tank's standard water inlet and outlet connections 
should be fitted with dielectric unions where copper pipe 
connects to the steel tank. This prevents galvanic corrosion 
between dissimilar metals. 

A temperature /pressure relief (TPR) valve must be 
installed on the storage tank if there are any valves between 
the storage tank and the conventional water heater. The 
outlet of the TPR valve should either discharge at a floor 
drain, connect with a tee to the TPR discharge of the 
conventional water heater, or be piped outside. If you pipe 
it outside, make sure the open end faces downward and is 
at least 6 inches (15 cm) and not more than 24 inches (61 cm) 
above ground level. 

One and Two-Tank Storage Systems 

Most SDHW systems use a separate tank to store solar 
heated water. This is in addition to the backup auxiliary 
water heater. Cold water supply from the house will feed 
the cold inlet of the solar tank. The hot outlet of the solar 
tank will feed the cold inlet of the auxiliary gas or electric 
water heater. You can install a bypass valve assembly as 
shown in the diagram to bypass the auxiliary tank during 
months when the sun heats 100 percent of your hot water. 

You may consider installing a single tempering valve 
downstream from the tanks to avoid sending exceedingly 
hot solar heated water to the tap during those bountiful 
sunny and warm months. But tempering valves can be a 
problem in areas with hard water. The spring in the valve 
that mixes the water can become clogged in a few years, and 
the valve interior may need to be cleaned or replaced. 

For smaller systems with an external heat exchanger and 
electric backup, you can save space by modifying a single, 
oversized, standard electric water heater to function as both 
backup and solar hot water storage. See the "One-Tank" 
how-to article in next issue for directions on making these 
modifications. 
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Complete SDHW System Collector Loop Fluids 
with Tank Storage 



Air Vent Pressure 

© © Relief 
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Solar Storage 
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For situations with limited space, you also might 
consider using a tankless or on-demand heater for auxiliary 
backup. In this case, the hot outlet of the solar storage tank 
feeds the inlet of the on-demand heater. For this 
configuration to work, you must be sure that the on-demand 
heater is able to sense the incoming water temperature and 
regulate the outlet temperature. This way it will only 
operate to the extent that the solar preheated water needs to 
be boosted in temperature. The AquaStar "S" model 
functions in this way and is therefore compatible with solar 
water heating systems. (See "Solar Hot Water, Homebrew 
Style/ 7 HP88). 

Tankless water heaters may need cleaning after a few 
years in locations with hard water. If you need to clean 
automatic coffee makers with vinegar frequently, this same 
type of periodic maintenance may be required with a 
tankless water heater. 



When the collectors are securely mounted and all 
components are assembled and wired as shown in these 
drawings and according to the manufacturers' instructions, 
you are ready to test the whole system for leaks, purge it, 
and fill it with an antifreeze solution or synthetic oil. 

The most common fluid used in closed loop systems is a 
50-50 solution of propylene glycol and water. This will give 
freeze protection down to approximately -30°F (-34°C). 
Propylene glycol is similar to car antifreeze (ethylene 
glycol), but is nontoxic. Ethylene glycol is not 
recommended, but may be used in systems with double- 
walled heat exchangers. You should be aware of its toxicity 
and the potential danger from possible future leaks. 

Most propylene glycol is distributed with inhibitors or 
buffers that prevent it from turning acidic over long periods 
of time. These inhibitors (aluminum hydroxide is a common 
one) can break down at high temperatures (above 280°F; 
138°C). When the buffers are gone, the glycol solution can 
turn acidic. A higher temperature (325°F; 163°C) propylene 
glycol is available, but the boiling points of both of these 
glycols are the same — approximately 225 to 250°F 
(107-121 °C), depending on system pressure. 

Synthetic oils have an advantage over glycol solutions 
because they will not boil under any temperatures produced 
by flat plate solar collectors. They make a system 
maintenance-free in this respect. The disadvantages of 
silicone oil are reduced efficiency due to its lower specific 
heat, limited availability, and high cost. A gallon of 50-50 
glycol solution costs an average of US$7 to US$10. Silicone 
oil can cost US$75 a gallon or more. 

Two other synthetic oils have been used in closed loop 
systems, bray oil and dyala oil, but the use of these requires 
a heavy caution. Neither of these oils is compatible with the 
butyl rubber used in O-rings, gaskets, and the bladder in 
expansion tanks. These oils need special O-rings and 
gaskets made from Viton, a material manufactured by 
Dupont. Expansion tanks are no longer made with bladders 
of this material, and that poses a significant installation 
problem when considering these synthetic oils as an option. 

Purging & Checking for Leaks 

Other options are available for purging and filling the 
system, but the method employed most often uses a charge 
pump capable of creating more than 15 psi pressure in the 
closed loop. It must also be capable of lifting the charge fluid 
as high as the collectors. A charge pump can be as simple as 
a drill-operated pump found in many catalogs and home 
centers. This type of pump has hose fittings on either end, 
and connects easily to the system's boiler drain valves. 
Three washing machine hoses, two common garden hoses, 
and a five-gallon bucket or other suitable container 
completes a minimum setup for purging and filling the 
system. 

A closed loop SDHW system will have many solder 
joints, and it is a good idea to clean the system out before 
charging it with an antifreeze solution. To do this, you will 
need a garden hose or two to drain the system if the 
component module is located where you don't want water 
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on the floor. Washing machine hoses have female thread 
hose connections on both ends. Using two of these hoses, 
connect one end of each hose to the two boiler drain valves. 
Connect the other end of each washing machine hose to 
each of the boiler drain valves. The other end of each 
washing machine hose is connected to one of the garden 
hoses. One garden hose is connected to a hose bibb to 
supply water, and the other is used to direct the discharge 
water outdoors or to a drain after it has been circulated 
through the system. 

The supply water from the hose bibb is circulated 
through the boiler drain fill valve located downstream from 
the check valve. The arrow of the check valve should point 
to the fill valve. The water can only go one way, and will 
eventually return through the other boiler drain (discharge) 
valve located upstream from the check valve. If the sun is 
shining when you purge the system, the collector will heat 
the water a bit and help clean out the flux, in addition to 
purging any other debris that might be in the system. 

When the water appears at the discharge hose, let it run 
at full flow for a few minutes to get the air out of the system. 
You may then shut off the upstream (discharge) boiler drain 
and slowly close the downstream (fill) boiler drain where 
the water is being introduced. Watch the pressure gauge and 
let the house pressure bring the system up to about 25 to 40 
psi. Then shut the valve completely. 

Turn the differential control to the "on" position and 
make sure it is plugged in. If the system is wired correctly, 
the pumps should start up, even without sunshine. If the 
sun is shining, you will be able to feel a difference in 
temperature between the pipes to and from the collectors. 
This assumes that most of the air was forced out of the 
system by the garden hose water. You can then let the 
system run for a few minutes or longer if you wish — the 
hotter it becomes, the better it will clean out any flux left in 
the system. While the system is circulating the water, you 
can disconnect the downstream supply (fill) garden hose 
from the hose bibb, after tuning it off. 

This is also a good time to visually inspect all joints in 
the system for leaks. When the water has circulated for at 
least thirty minutes, turn the control to "off" and 
immediately open both boiler drain valves to allow the 
water to drain from the system. To drain all the water out, 
you may need to open the air vent at the collectors to 
introduce air at the top of the system. 

Charging the System with Antifreeze 

Fill the bucket with a 50-50 solution of water and 
propylene glycol. You will almost always need about 2 
gallons (7.6 1) of solution per collector (1 gallon of glycol) but 
the quantity will vary with the collector manufacturer, size 
of the collector, and size of piping in the system. Make sure 
to have a little extra if in doubt. 

You will now only use the washing machine hoses. One 
hose is connected to the supply boiler drain valve, 
downstream of the check valve, with its other end connected 
to the charge pump output. Another hose goes from the 
pump to the bottom of the bucket, and the third hose goes 
from the discharge boiler drain valve, upstream from the 




>: Fill 



Valve 



c Drain 



check valve, to anywhere in the bucket. You may need to 
elevate the bucket so that both hoses can reach it. The hose 
attached to the pump will need to reach the bottom of the 
bucket. 

Open both valves all the way. Start the pump. Solution in 
the bucket will be sucked up into the closed loop. You will 
know that the system is full when the solution returns to the 
bucket from the other hose. The return hose will contain a 
good deal of air that is being forced out of the system. Let 
the fluid circulate until the return hose is flowing smoothly 
with no air bubbles. Close the upstream (discharge) valve at 
this time. The flow in the return hose will stop and the 
pressure will increase. 

Keep the pump on until the system pressure is about 15 
to 25 psi and then shut the fill valve downstream of the 
check valve. Shut the pump off. Turn the control switch to 
the "auto" position, and if the sun is shining, the pump(s) 
should turn on. Leave the hoses connected. The system will 
normally still have a small amount of air at the top. This air 
can be released if you have installed a coin vent or automatic 
air vent at the top of the system. Unscrew the coin vent or 
push on the stem in the Schraeder valve of the automatic 
vent until only liquid appears. Be careful — it might be very 
hot, depending on the amount of sunlight. 

Follow-up & Maintenance 

Installation follow-up starts with casual observation 
during the first couple of weeks after starting the system up. 
The system should turn on shortly after the sun comes up, 
but exact times are hard to gauge. The turn-on time changes 
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with the seasons and the temperature of the cold water. The 
system should also turn off before sundown. Micro-bubbles 
of air are usually present in the water used in the antifreeze 
solution, and these will tend to gather at the very top of the 
piping. A couple of weeks after the system is started up, the 
coin vent should be opened slightly to release any 
accumulated air. If you used an automatic air vent, this 
should have purged the air automatically. 

A good, quick check of your system operation may be 
made at the pipes coming to and from the collectors. When 
the sun is shining and the water in the storage tank is cold 
or cool, there should be a very noticeable difference in the 
temperature of the two pipes. If not, there is something 
wrong with the system. WeTl discuss what might be wrong 
in a future article in this series. 

We have covered the practical installation considerations 
of a closed loop type of solar domestic hot water system. 
This is one of the most common types of systems with 
reliable freeze protection. In subsequent issues of Home 
Power, we will follow up with installation of the drainback- 
type SDHW system and the troubleshooting, maintenance, 
and repair of both these types of systems. 

Access 
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New Bell Solar Battery Converts Sun's Rays Into Electricity 
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Property of AT&T Archives. Reprinted with permission of AT&T. See John Perlin's article on page 54 for more info on the history of the photovoltaic cell. 



TRUE SINE WAVE POWER INVERTERS AND RELATED PRODUCTS 
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The Silicon 
Solar Cell 
Turns Fifty 
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The solar cell that has 
spawned today's booming 
photovoltaic industry had 
a most unexpected birth. 
But aren't many children 
surprises? 

In 1953, the Bell telephone system had a problem. 
Traditional dry cell batteries that worked fine in mild 
climates degraded too rapidly in the tropics and ceased to 
work when needed. The company asked its famous 
research arm, Bell Laboratories, to explore other 
freestanding sources of electricity. It assigned the task to 
Daryl Chapin. Chapin tested wind machines, 
thermoelectric generators, and steam engines. He also 
suggested that the investigation include solar cells, and 
his supervisor approved the idea. 

Chapin soon discovered that selenium solar cells, the 
only type on the market, produced too little power, a 
mere five watts per square meter, and converted less than 
0.5 percent of the incoming sunlight into electricity. Word 
of Chapin's problems came to the attention of another 
Bell researcher, Gerald Pearson. This was not strange, 
since Pearson and Chapin had been friends for years. 
They had attended the same university, and Pearson had 
even spent time on Chapin's tulip farm. 

At the time, Pearson was engaged in pioneering 
semiconductor research with Calvin Fuller. They took 
silicon solid-state devices from their experimental stage 
to commercialization. Fuller, a chemist, had discovered 
how to control the introduction of the impurities 
necessary to transform silicon from a poor to a superior 
conductor of electricity. 
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The first advertisement for the Bell solar cell 
It appeared in the August 1954 issue of National Geographic. 




Gerald Pearson, Daryl Chapin, and Calvin Fuller (left to right), 
the principal developers of the silicon solar cell, measuring 
current from one of the first solar-electric cells. 
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P-N Junction 

Fuller provided Pearson with a 
piece of silicon containing a small 
amount of gallium. The introduction 
of gallium made it positively 
charged. Pearson then dipped the 
gallium-rich silicon into a hot ™" 
lithium bath, according to Fuller's 
instructions. Where the lithium 
penetrated, an area of poorly bound 
electrons was created, and it became 
negatively charged. A permanent 
electrical force developed where £ 
positive and negative silicon me< 
This is the P-N junction, the core 
any semiconductor device. 

The P-N junction is like a ( 

riverbed, which has an incline t] 

provides the means for flow, shot 

it fill with water. The P-N juncti 

will push electrons in an orde 

fashion, commonly called electri 

current, when some type of energy 

hits those loosely bound electrons _, . , 

t . , t This resulted in thi 

nearby with enough power to tear 

them away from their atomic glue. 
Shining lamplight onto the lithium- 
gallium doped silicon provided the 
necessary energy, and Pearson's ammeter recorded a 
significant electron flow. To Pearson's surprise, he had 
made a solar cell superior to any other available at 
the time. 

Silicon Is the Answer 

Hearing of his colleague's poor results with selenium, 
Pearson went directly to Chapin's office to advise him 
not to waste another moment on selenium, and to start 
working on silicon. Chapin's tests on the new material 
proved Pearson right. Exposing Pearson's silicon solar 
cell to strong sunlight, Chapin found that it performed 
significantly better than the selenium — it was five times 
more efficient. 



An original cross-section diagram from Bell Laboratories of the 
first Bell power cell doped with boron and arsenic. 




This resulted in the 




tube furnace 



d a controlled amount of boron to the material 
first solar cell that could generate significant amounts of electricity. 



Theoretical calculations brought even more 
encouraging news. An ideal silicon solar cell, Chapin 
figured, could use 23 percent of the incoming solar 
energy to produce electricity. But building a silicon solar 
cell that would convert around 6 percent of sunlight into 
electricity would satisfy Chapin and rank as a viable 
energy source. His colleagues concurred and all his work 
focused on this goal. 

Try as he might, though, Chapin could not improve 
on what Pearson had accomplished. "The biggest 
problem," Chapin reported, "appears to be making 
electrical contact to the silicon." Not being able to solder 
the leads right to the cell forced Chapin to electroplate a 
portion of the negative and positive silicon layers to tap 
into the electricity generated by the cell. Unfortunately, 
no metal plate would adhere well, presenting a 
seemingly insurmountable obstacle to grabbing more of 
the electricity generated. 

Moving the Junction 

Chapin also had to cope with the inherent instability 
of the lithium-bathed silicon, which moved deep into the 
cell at room temperatures. This caused the location of the 
P-N junction, the core of any photovoltaic device, to 
leave its original location at the surface, making it more 
difficult for light to penetrate the junction, where all 
photovoltaic activity occurs. 

Then, an inspired guess changed Chapin's tack. He 
correctly hypothesized, "It appears necessary to make 
our P-N junction very next to the surface so that nearly 
all the photons are effective." He turned to Calvin Fuller 
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Solar Cell vs. Atomic Battery 

Still, the lingering failure to obtain good contacts 
frustrated Chapin from reaching the 6 percent efficiency 
goal he was aiming for. While Chapin's work reached an 
impasse, arch rival RCA announced that its scientists had 
come up with a nuclear-powered silicon cell, dubbed the 
atomic battery. Its development coincided with the U.S. 
Atoms for Peace program, which promoted the use of 
nuclear energy throughout the world. 

Instead of photons supplied by the sun, the atomic 
battery ran on those emitted from Strontium 90, one of 
the deadliest nuclear residues. To showcase the new 
invention, RCA decided to put on a dramatic 
presentation in New York City. David Sarnoff, founder 
and president of RCA, who had initially gained fame as 
the telegraph operator who tapped out the 
announcement to the world that the Titanic had sunk, hit 
the keys of an old-fashioned telegraph powered by the 
atomic battery to send the message, "Atoms for Peace." 
The atomic battery, according to RCA, would one day 
power homes, cars, and locomotives with radioactive 
waste — Strontium 90 — produced by nuclear reactors. 

What its public relations people failed to mention, 
however, was why the Venetian blinds had to be closed 



for advice on creating a solar cell that would 
permanently fix the P-N junction at the top of the cell. 

Coincidentally, Fuller had done just that two years 
earlier while trying to make a transistor. He then 
replicated his prior work to satisfy his colleague's need. 
Instead of doping the cell with lithium, the chemist 
vaporized a small amount of phosphorous onto the 
otherwise positive silicon. The new concoction almost 
doubled previous performance records. 



during Sarnoff's demonstration. Years later, one of the 
lead scientists involved in the project came clean: If the 
silicon device had been exposed to the sun's rays, solar 
energy would have overpowered the contribution of the 
Strontium 90. Had the nuclear element been turned off, 
the battery would have continued to work on the solar 
energy streaming through the window. 

The director of RCA Laboratories did not mince 
words when he ordered his scientific staff to go along 
with the deception, telling them, "Who cares about solar 
energy? Look, what we have is this radioactive waste 
converter. That's the big thing that's going to catch the 
attention of the public, the press, the scientific 
community." 

The director had gauged the media well. The New 
York Times, for example, called Sarnoff's demonstration 
"prophetic." It predicted that electricity from the atomic 
battery would allow "hearing aids and wrist watches [to] 
run continuously for the whole of a man's useful life." 



Cells with a Future 

RCA's success stirred management at Bell 
Laboratories to pressure the solar investigators to hurry 
up and produce something newsworthy as well. Luckily 
for them, Fuller had busied himself in his lab to discover 
an entirely new way to make more efficient solar cells. 
He began with silicon cut into long, narrow strips 
modeled after Chapin's best performing cells. That's 
where the similarity ended. 

Instead of adding gallium to the pure silicon and 
producing positive silicon, Fuller introduced a minute 
amount of arsenic to make the starting material negative. 
Then he placed the arsenic-doped silicon into a furnace 
to coat it with a layer of boron. The controlled 



The success of the boron-doped silicon solar cells that allowed the Bell scientists to achieve their goal is shown in this table. 
Bell produced the first true solar cells, and spawned today's PV industry. 
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SAN JUAN COLLEGE, FARMINGTON, NM 

Two-year AAS degree or one-year certificate. 
Both emphasize full NEC compliance. 
Combine science with hands-on learning. 
Tuition $300/semester out-of-state and $180 in-state. 

Carl Bickford, (505) 566-3503 or (800) 241-6327 
bickfordc@sanjuancollege.edu 
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ating your swimming octal wttJ^solar energy"is>the b 
under the sun. Last issue/Part 1 discus§ed^why it makes good se 
and what equipment you need. The next question is: how hard 
to actually do? Because of its relative simplicity and glue-and-scre 
technology, solar pool Ffeatjjiq is one of the most popular do-it 
yourself solar heating projects^^ 
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Simple solar pool-heating collectors on a roof can provide as much as 1,000 BTU per square foot per day to your pool. 




Sizing Collectors 

Choosing the number and size of collectors for your pool 
can be as simple or complex as you like. A simple rule is to 
have at least half of the pool area in collector surface area. 
This usually works well for extending your pool season to 
up to 6 months. If you live in a mild climate and want a 10 
to 12 month pool season, you might use the same area of 
collectors as pool surface. But if doing these quick 
calculations shows a need for six panels and you only have 
room for four, you can skip the rest of the math, and figure 
that the best you can do with solar collectors is two-thirds of 
the job. 

If you want to be more precise, generally speaking, you 
will get a 3°F (1.7°C) rise over an unheated pool from each 
20 percent of the pool surface area you have in solar 
collectors. For example, if you install 256 square feet (23.8 
m 2 ) of collector to heat a 16 by 32 foot, 512 square foot (4.9 x 
9.8 m, 47.6 m 2 ) pool, that's 50 percent of your surface area. 
You can anticipate a 7 to 8°F (3.9-4.4°C) rise in pool 
temperature. If you put in 512 square feet of solar collectors 
(100 percent of pool surface area), you will get a 15°F (8.3°C) 
rise in the pool temperature. 

The 3°F rise per 20 percent of pool area is based on a 
Florida Solar Energy Center (FSEC) collector rating of 1,000 



BTUs per square foot of collector area at the low 
temperature rating appropriate for pools. A collector rated 
at 900 BTUs per square foot would need 11 percent more 
collector area. 

If you measure the temperature of the unheated pool 
and know how much heat the collectors you have chosen 
will produce, you can make a more accurate estimate of how 
many you will need to reach the temperature you want. 
Ratings for pool collectors are typically in the range of 850 
to 1,060 BTUs per square foot per day. You can obtain a 
rating summary sheet for pool collectors from FSEC (see 
Access). 

See the sidebar to determine temperature increase from 
your proposed solar collector. Add this temperature 
increase to the temperature of the unheated pool water. Add 
5°F (2.8°C) if you use a pool cover at night, or add 10°F 
(5.6°C) if you use a pool cover 22 hours per day. Even with 
all these calculations, this will result in only a rough 
estimate. Keep in mind that other microclimatic factors, 
such as wind and low humidity, will affect the accuracy of 
this estimate. Use of a pool blanket will minimize these 
factors. 

Once you've made your calculations, if you want a 
higher temperature, you can increase the collector area or 
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pool heating 



use a collector with a higher rating. Pool collector 
manufacturers generally have the expertise to advise you 
more specifically on what is necessary, based on your 
geographic location and collector orientation. 

Installing Collectors 

The operational theory of a solar pool heating system 
differs from solar heating for domestic hot water. Flat plate 
solar pool collectors work more efficiently at lower 
temperatures. If the water coming back from the collectors 
into the pool is hot, the system is not working efficiently. If 
the water returning from the collectors is mildly warm — the 
system is working great! 

This is counterintuitive until you realize that the idea is 
to collect more BTUs with a higher volume of water and 
lower temperature rise. Think of it as more heat at a lower 
temperature. A hot collector loses heat to the ambient 

/ \ 

Calculating Increase 
in Pool Temperature 

Here is the basic formula for estimating the 
temperature increase you can expect from a solar 
pool heating system: 

AT = A sc -r A PS x R -r 1,000 x 15°F (or 8.3°C) 

Where AT is the rise in pool temperature in °F (or 
°C); Asc is the area of the solar collectors; Aps is 
the area of the pool surface; and R is the FSEC 
BTU rating of your proposed collectors. 

For example, a 15 by 30 foot (4.6 x 9.1 m) pool 
uses 336 square feet (31 m 2 ) of collectors rated at 
950 BTU per square foot low temperature rating. 
The average daily temperature of the unheated 
pool is 70°F (21°C). The estimated temperature 
increase due to solar heating is calculated as 
follows: 

336 ft. 2 collector area - 450 ft. 2 (41.8m 2 ) pool area 
x 950 FSEC BTU rating - 1,000 BTU x 15°F (8°C) = 
12°F (6.7°C) rise in pool temperature. 

Add 10°F (5.6°C) if you use a pool cover 22 hours 
per day. Now, add up the figures: 

70°F (avg. daily temp.) + 12°F (rise in pool temp.) 
+ 10°F (pool cover bonus) = 92°F (33°C). 

A 92°F pool may seem a bit on the warm side, but 
remember that you can always use an automatic 
control to limit the high temperature during the 
summer. The ambient pool temperature during a 
seven-month swimming season may vary from 
54°F (12°C) in early spring and late fall to 75°F 
(24°C) in mid-summer. This means that during 
spring and fall, 336 square feet of collectors might 
only produce a temperature of 76°F (24°C) at best. 



surroundings. Cooler collectors lose less heat to ambient 
surroundings, are more efficient, and collect more BTUs. An 
adequate flow rate will circulate at least 95 percent of the 
pool volume through the collectors from 9 AM to 3 PM each 
day. If the air temperature is 90°F (32°C), the pool collector 
should also be about 90°F. 

Most solar pool heating occurs during the middle 6 
hours of the day and 90 percent of that occurs within a 4 
hour period, 2 hours on either side of solar noon. (Sound 
familiar? This is the same time period that gives the lion's 
share of the output in a solar-electric system too.) Choose a 
location for your solar collectors that has minimal or no 
shading during the optimum pool heating period. If you 
have partial shading or wind, you may need to increase the 
area of your collectors by 10 to 15 percent. Collectors can be 
roof mounted, ground mounted on a rack, or even placed 
flat on the ground. 

Collector Orientation 

Since solar pool collectors cover large areas, they are 
usually mounted flat to the slope of east, south, or west- 
facing roofs. Rack mounts are only used on north roofs or 
flat roofs to face the collectors south, or for ground mounts. 

Collectors on east or west-facing roofs are often 
combined with collectors on a south-facing roof. For 
locations north of 35 degrees latitude, collectors on east- 
facing roofs will require 25 percent more collector area than 
for south or west-facing roofs. South-southwest is preferred 
to true south because the collectors will operate more 
efficiently with higher afternoon ambient temperatures. 

Solar collectors on a north roof will work from late 
spring to early autumn for locations south of 35 degrees 
latitude, and all year south of 25 degrees latitude. For 
locations south of 35 degrees latitude, mounting the 
collectors flat on a flat roof or on a flat ground mount will 
work well for eight months out of each year. But if you 
mount the collectors flat, you will need to make sure you 
can isolate and drain the collectors when freezing weather 
arrives. 

I 




South-facing solar collectors on a north-facing roof. 
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A well-mounted solar pool collector looks tidy 
and fits neatly around vents or skylights. 





Metal pipe clamps V2 inch larger than the pipe hold PVC pipe 
and collector headers securely to the roof. A generous amount of quality sealant 
is used to prevent roof leaks. 



Roof Mounts 

Collector layout on the roof 
involves taking measurements of the 
roof, and noting the location of all roof 
pipe stacks, vents, skylights, etc. You 
will need to allow for a few inches 
between the collectors and about a foot 
above and below the collector array for 
mounting brackets and piping. 
Manufacturers of collectors can 
provide you with all sorts of plumbing 
parts and adapters to accommodate 
obstacles like skylights and special 
installation situations, such as 
connecting to panels on different roof 
planes. Contact Aquatherm Industries 
for information on how to download 
their excellent, 12 page installation 
manual, showing parts, installation 
procedures, and collector layout. 

When installing the collectors, 
make provisions for inlet connections 
at the bottom header and outlet 
connections at the top. The collectors 
should be tilted and sloped for auto- 
matic draining and even flow. The tilt 
should be at least an 8 inch (20 cm) rise 
from the bottom header to the top 
header. The slope towards the inlet 
pipe (bottom header) should be at least 
1 inch (2.5 cm) for every six collectors. 
Snap a chalk line on the roof to deter- 
mine the placement of the headers. 

The mounting system for collectors 
on a roof should use stainless steel 
straps and fasteners. The collector 



Collector risers are held in place during strong winds by rubber-coated stainless steel straps. 
The straps are threaded through stainless steel butterfly clips that are screwed to the roof. 
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headers are attached with brackets at 
the top, and the rest is held down with 
two or three horizontal hold-down 
straps, depending on the length of the 
collectors and local wind conditions. 
Lay down a generous amount of a 
nitrile rubber-based sealant on all roof 
penetrations to seal against the 
weather. Consult your collector 
manufacturer regarding mounting to 
sheet metal and tile roofs. 

After the top headers are attached, 
put down a generous amount of the 
sealant where the strap holders will go 
between the collectors. Put your strap 
holders down on the sealant, and then 
use your screw gun to drive the screws 
through the strap holders to the roof 
deck. Use 2 inch (5 cm) long, A-tip, 
stainless steel screws for asphalt roofs. 

Ground Mounts 

You can build lumber or aluminum 
rack mounts for solar pool collectors. 
The best orientation for a ground 
mount is south-southwest, with a tilt 
angle equal to latitude, or latitude plus 
or minus 15 degrees, depending on 
whether you want to heat year-round 
or seasonally. For structural strength, 
the front and back support of a lumber 
rack should use 4 by 4 posts, buried 3 
feet (0.9 m) in the ground. The posts 
should be spread no more than 5 feet 
(1.5 m) apart in the front and back 
rows. Use 2 by 6s for spanners, and to 
tie the front and back posts together at 
the correct tilt angle. 

The top and bottom header of the 
collector should rest on the middle of a 
1 by 6 cross board that runs the entire 
length of the rack. Between the top and 
bottom header, additional cross boards 
should be no more than 2 feet (0.6 m) 
apart from center to center. The 
collector strap holders can be screwed 
down between each collector to the 1 
by 6 cross boards. Lattice fencing can 
be put around the rack for skirting. 
Use 2 inch pipe on all underground 
pipe running up to 120 feet (24 m). 

For mounting panels flat on the 
ground, put down agricultural 
Visqueen or other weed barrier to 
prevent weed growth. Border the 
collectors on all four sides with 4 by 6 
pressure-treated lumber on top of the 
Visqueen. Cover 100 percent of the 
area under the collectors with loose 




A ground-mounted collector is subject to plant shading and more wear. 



asphalt shingles or pine bark to 
prevent sunlight from causing the 
Visqueen to deteriorate. 

Basket weave the hold-down 
straps over and under in an alternating 
pattern across the collectors. Screw the 
straps' clamps to the side of the 4 by 6 
pressure-treated lumber. Use twice as 
many straps as used on a roof mount, 
with one every 2 feet (0.6 m) between 
the headers. Also use a loose strap 
running between the top and bottom 
headers to attach to a strap clamp at 
each end on the 4 by 6 lumber to hold 
both headers down. Panels mounted 
flat on the ground will work well for 6 
months of the year at latitudes above 
34 degrees, and year-round below 28 
degrees latitude. Put boiler drains on 
each end of the bottom header for 
draining and for winterizing. 

Piping Installation 

The most common pool piping 
configurations use a 1 to l 1 / 2 hp pump 
and filter. The pool pump draws the 
water from the skimmer or main drain, 
forces it through the filter, and sends it 
back to the pool through the return 
lines. The piping to and from your 
solar collectors is added after the filter 
and the chlorinator on the return line 
to the pool. If there is an existing pool 
heater, the pipes to and from the solar 
collectors are connected to the return 

www.homepower.corn 



line before the pool heater. 

Use schedule 40 PVC pipe and 
fittings that are approved for 
swimming pool filters and pumps. 
High-quality PVC glue (not 
multipurpose) should be used for 
connecting the pipes. For determining 
the proper pipe sizes, the following 
guidelines will apply to almost all 
residential systems having up to 900 
square feet (84 m 2 ) of collector area for 
a pool up to 800 square feet (74 m 2 ) of 
surface area, with a 1 hp pool pump 
and a total pipe run that is less than 
180 feet (55 m). 

Use 2 inch piping for all under- 
ground pipelines, at the diverter valve, 
and for added piping around the 
pump and filter. When you get onto 
the roof, change to l 1 / 2 inch pipe for 
runs to the collector if the square 
footage is under 450 square feet (42 
m 2 ) and the total pipe run is less than 
120 feet (37 m). Use 2 inch pipe when 
the collector area is over 450 square 
feet and less than 900 square feet. Use 
two 45 degree elbows instead of single 
90 degree elbows when the total pipe 
run, with l 1 / 2 or 2 inch pipe, is over 
120 feet. 

For roof-mounted systems, piping 
to collectors should be attached 
securely to the roof. For aesthetic 
reasons and a slight heat gain, white 
PVC pipe can be cleaned with pipe 
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Not on the roof — everything but the collectors. 



cleaner and sprayed with a flat black acrylic barbeque paint 
if you cannot get black PVC pipe. (Don't use ABS pipe!) You 
should put the collector return pipe above the collector bank 
rather than below. Support all horizontal runs across the 
roof every 6 feet (1.8 m) with two-hole pipe clamps to 
prevent sagging. In addition, use l /i inch (13 mm) spacers 
under the pipes to allow rainwater to flow under them. 

Pool collectors can expand up to 1 inch (25 mm) in 
length on hot summer days. So collectors and piping should 
be mounted to accommodate expansion and contraction. 
Braided rubber hoses make the best flexible connections 
from piping to collectors. On asphalt shingle roofs, you can 
glue 4 by 4 inch (10 x 10 cm) black tiles under the connector 
hoses to protect the shingles from abrasion. 

Pumps 

Most likely, your existing pool pump is already adequate 
for the job of circulating water through your solar collectors 
in a residential system. But, if you have an old or weak pool 
pump, it is better to change or upsize the pool pump and 
upsize the filter rather than adding a booster pump and a 
differential control that activates this booster pump on the 
feed line to the collectors. 

Unless the pipe size for the pool's feed and return lines 
is sufficient, adding more horsepower (hp) to pool pumps 
for a solar pool heating system will not work — bigger is not 
better. A 1 hp pump will produce the correct flow for 
residential solar collectors if the feed and return lines are 
I 1 /! to 2 inch pipe. Do not use a V-/2 hp pump unless the 
pool's pipe is 2 to 2 1 /! inches. 



How to Glue PVC Pipe 

PVC pipe is relatively easy to deal with if you follow a few simple rules. 

1. Make sure the PVC pipe and fittings are clean. Clean the outside of the PVC 
pipe and the inside of the fitting. 

2. Dry fit all connections in place to make sure that everything fits and is the 
correct length. 

3. Use a good grade of primer. It is typically bluish purple. 

4. Apply the PVC primer to the outside of the pipe and inside of the fitting. 

5. Apply the PVC glue (usually gray or clear) to the same places as the primer. 

6. Push the pipe firmly all the way into the fitting while turning it a quarter 
turn, and then hold it in place briefly. The joint must be put together right 
away — while the glue is wet. 

7. Let it set up for 24 hours or the amount of time recommended in the glue 
instructions. Cure time is dependent on the temperature, humidity, and size 
of pipe. 

Note: Many inspectors will question a joint if they don't see evidence of primer 
on the joint. 

Caution: Always glue PVC pipe in a well ventilated area and avoid breathing 
the harmful fumes of the primer and glue. 

Chuck Marken • AAA Solar Supply Inc. • info@aaasolar.com 



Clean both surfaces & dry fit 

i \ 




I I 



Twist together 1/4 turn & hold 
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Typical Solar Pool Heating System 
with Auto Comfort Controller 



(5 



4 



it 



Solar Collectors: 

Four 4 by 12 foot 
copolymer tubing 



■ - 



Hold-down Straps: 

Rubber-coated 
stainless steel 



Vacuum Breaker: 

Allows air to enter system and 
water to drain back to pool 
when pump stops 



(SIC 



Pool systems are unpressurized 
drainback systems, so the height of the 
collectors above the pool does not 
affect the flow rate once the water 
starts returning from the collector. The 
downward fall of water in the return 
line counteracts the force required to 
lift it in the supply line. On some two- 
story homes, where the downward 
return line is long, it may be necessary 
to put a ball valve on the return side to 
slow the flow down or "back the flow 
up" so the pipe remains completely 
full. Otherwise, the water may fall 
faster than it is pumped, which can 
create noise and pipe vibration. 

Diverter Valve 

A three-way diverter valve with an 
automatic actuator and a T for 
directing flow to the collectors or 
bypassing the flow to the pool is 
always installed after the filter, before 
any type of backup heater (optional) 
and before the pool sanitizer 



Pipe Clamps: Metal 

'9 



Temp Sensor 

i 



iil 

Cap 
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The automatic diverter valve bypasses the solar collector loop 
when the pool reaches the desired temperature. 



(chlorinator, ozonator, etc.). A 2 inch, !/2 psi check valve is 
always installed before the diverter valve to prevent 
backwashing the filter if the collectors are mounted on a roof 
higher than the pump and filter. 

When the pool pump cuts off, all the water in the 
collectors will drain back through the diverter, and back 
through the pool's return jets. Determine which side of the 
diverter valve the automatic actuator (or manual handle) 
will use to divert the flow to the collectors located on the 
roof. This decision is based on how you want the feed and 
return pipes to go on the wall of the house. You do not want 
the pipes to cross, so you have to know how the collectors 
are going to be placed on the roof. 

The other side of the diverter is connected to a 2 inch T- 
fitting, the center stem of which is for bypassing the flow to 
the pool. The other end of the T will be for the collector 
return through the top of the bypass T to the pool. The feed 
line should be the shortest line and is arranged so it allows 
gravity to drain the water that the collector holds back to the 
pool when the pump cuts off. The return line should be run 
above the collector array and kept close to its top headers. 
This makes the piping look like a part of the collector array. 

If the pool heating system is sized for early spring and 
late fall swimming, pipes may overheat during summer, or 
at other times when the temperature high limit has been 
reached and the system is not circulating to the collectors. 
Pipes without water flowing through them may become as 
hot as 170 to 180°F (77-82°C) during peak summer 
temperatures. PVC piping has a recommended temperature 
limit of 140°F (60°C). 

At high temperatures, 2 inch and larger PVC pipe begins 
to soften and lose its pressure rating. Pipe overheating can 
be avoided by allowing the diverter valve to let 5 percent of 



the water pass through the collectors to keep the pipes cool. 
A good solution is to drill 5 /i6 inch or 3 /8 inch holes through 
the diverter or remove the seal, allowing a little water to 
bypass when the high limit feature has shut off flow to the 
collectors. 

Vacuum Breakers 

When the pool pump turns off, the water in the 
collectors drains back into the pool, and forms a siphon in 
the collector loop. A normally-closed vacuum breaker at the 
end of a collector bank on the roof opens to let air into the 
collectors. The weight of water falling back into the pool 
pulls the vacuum breaker open. When the system first starts 
up the next day and directs the flow to the collectors, the 
water filling the collectors from the bottom will blow air 
back out through the pool return lines for 3 to 4 minutes 
before the water starts returning from the top of the pool 
collectors. 

There is some controversy as to the best location for 
vacuum breakers, which are prone to creating problems. I 
prefer placing these normally closed vacuum breakers 
opposite the inlet, on the far end of the lowest row of 
collectors on the roof. It is not necessary to put the vacuum 
breaker on the highest bank in an array. Putting a vacuum 
breaker on the first collector in a row at the top can result in 
air being constantly sucked in if the return flow drops too 
fast off a steep roof. 



A differential pool controller senses pool and solar collector 
temperatures and controls the diverter valve appropriately. 
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Automatic Comfort Control 

Automatic pool controllers can provide your solar pool 
heating system with more ease of operation and a greater 
level of temperature control. Differential pool controllers, 
such as Pentair's Compool LX220 or Goldline Control's 
GL235, perform two basic functions — comfort control and 
differential temperature control to assure solar heat gain. 

Comfort control limits the pool temperature to a desired 
setting. The high temperature limit is set to personal 
preference for the time of day or night that you wish to 
swim. Pool temperature is dependent on personal 
preference — some people like pools at 70°F (21 °C), while 
some like it at 88°F (31 °C). It's a personal choice, affected by 
whether you swim during the evening or sunny daytime. 
People who exercise or swim laps usually like the pool quite 
a bit cooler than others. 

Some rough guidelines are 78 to 84°F (25-29°C) for 
recreational day swimming and 86 to 92°F (30-33°C) for 
nighttime swimming. My experience is that most people are 
comfortable swimming laps at 82°F (28°C), and prefer 86°F 
(30°C) for nighttime recreational or leisure swimming. 

The differential temperature control function is similar 
to that used in domestic solar hot water systems. The major 
difference is in the location of the sensors. The pool water 
sensor is located anywhere before the diverter valve. A hole 
is drilled into the PVC pipe after the pump or filter, but 
before the diverter valve. The sensor is set in the hole and 
clamped to the pipe. It measures the temperature of water 
coming from the pool. 

The other sensor is located in the middle of the collector 
area — or screwed directly to the roof at least 3 feet below the 
peak. Its temperature will be affected by solar insolation, air 
temperature, and wind speed. When the controller sees that 
the roof sensor is the preset amount warmer than the pool 
water sensor (typically 4 to 8°F; 2.2-4.4°C warmer), it 
activates the two-way diverter valve to direct the flow of 
water through the collectors and then back to the pool. 

When the temperature differential is reduced to 3°F 
(1.7°C), the controller deactivates the diverter valve to block 
the flow of water to the collectors. Pool water is then 
circulated only through the filter, as long as the timer 
activates it. 

The pool water sensor also acts as the high limit comfort 
control. When the pool water exceeds the desired 
temperature setting, the controller deactivates the valve to 
stop heating the pool. Goldline's model AG-SOL-LV has a 
digital display for temperature readings, and its own timer 
for the pool pump. This control has a selectable solar 
override to turn on the pump to maximize solar heat gain. 

A Solar Opportunity 

It is impossible to comprehensively cover all the details 
of installing a solar pool heating system in these two articles. 
But you should have gained enough understanding to 
tackle installing a basic system. If you encounter unusual 
obstacles or problems at your site, consult with your 
collector manufacturer or dealer. Solutions and specialized 
parts to solve problems are available for the asking. 



A pool without a solar water heating system is like a day 
without sun. It's difficult to understand why anyone with a 
pool would fail to use the energy that is freely distributed on 
a daily basis. It's no longer a secret why solar pool heating 
is one of the best opportunities under the sun. For those who 
have invested in a pool, using the sun is your most 
economical heating solution and will help you to enjoy your 
pool even more. 

Access 

Tom Lane, Energy Conservation Services, 6120 SW 13th St., 
Gainesville, FL 32608 • 352-377-8866 • Fax: 352-338-0056 • 
tom@ecs-solar.com • www.ecs-solar.com • Article adapted 
from Tom's Solar Hot Water Systems: Lessons Learned, 1977 to 
Today. 

Florida Solar Energy Center (FSEC), 1679 Clearlake Rd., 
Cocoa, FL 32922 • 321-638-1000 • Publications: 
321-638-1015 • Fax: 321-638-1010 • info@fsec.ucf.edu • 
www.FSEC.UCF.edu • Pool collector ratings 

Goldline Controls, Inc., 42 Ladd St., East Greenwich, RI 
02818 • 800-343-0826 or 401-884-6990 • Fax: 800-343-0827 
or 401-884-6990 • customerservice@goldlinecontrols.com • 
www.goldlinecontrols.com • Controllers & diverter valves 

Pentair Pool Products, 1620 Hawkins Ave., Sanford, NC 
27330 • 800-831-7133 or 919-774-4151 • Fax: 919-776-4571 • 
pentair@speedymail.com • www.pentairpool.com • 
Controllers & diverter valves 

Aquatherm Industries, Charlie Grignon, 1940 Rutgers 
University Blvd., Lakewood, NJ 08701 • 800-535-6307 or 
732-905-9002 • Fax: 732-905-9899 • aquatherm@aol.com • 
www.warmwater.com • Installation manual 

C & S Manufacturing Corp., PO Box 736, Sturgeon Bay, WI 
54235 • 920-743-6941 • csmfg@itol.com • White or black 
plastic covered galvanized pipe clamps 

W. J. Ruscoe Co., PO Box 3858, Akron, OH 44314 • 
800-293-8148 or 330-253-8148 • Fax: 330-253-2933 • 
Paul@ruscoe.com • www.ruscoe.com • Nitrile polymer 
rubber-based sealants 
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"This book is the solar 
thermal contractor's bible!" 



SOLAR HOT WATER SYSTEMS: 
LESSONS LEARNED 
1977 to Today 

-- by Tom Lane -- 

FINALLY, a definitive how-to book 
for installing and maintaining high- 
performance and low -maintenance solar 
hot water systems — written by one of the 
leaders in solar contracting today! 

Author Tom Lane is a pioneer and innovator in the solar 
energy field. In this landmark book, he outlines how the 
latest technology and valuable lessons learned from the 
past can help a new generation of solar contractors 
expand their businesses and satisfy their customers. 

SOLAR ENERGY SYSTEMS COVERED INCLUDE: 

• Detailed system CAD drawings • Each system with 
manufacturer's components • Drain back • Closed loop 
glycol • Single and double pumped • Open loop 

• Passive ICS and thermosyphon • System testing and 
monitoring • Solar space heating and hot water system 

• Collector and storage sizing • Roofing and flashing 

• Manufacturer's component access • Solar pool heating 




Send check or money order today to: 
Energy Conservation Services 

6120 SW 13th St. • Gainesville, FL 32608 

Or, provide credit card & shipping info to: 
(352) 377-8866 • tom@ecs-solar.com 



Contractor's Edition: 
Homeowner's Edition: 



Name: 



_ copies @ $46 each = $ 

_ copies @ $29 each = $ 

Shipping & handling: $ 4.00 

TOTAL: $ 



PH: 



Address: 



State/Zip::. 



ETAPUMP" 



SUBMERSIBLE SOLAR WATER PUMPS 



M up to 650ft lift 
ET up to 30 GPM 

\3 most efficient pump on the market 
□ competitive with a generator, even short-term 
M one moving part 
\3 no motor brushes 
\3 no electronics in the well 
\2 maintenance free 
0^4-year system warranty 



This is the 
solar pump 
you have been 
waiting for 




Call for a dealer referral 



Toil-Free (888) 396-6611 
(505) 473-3800 
www. dankoff solar, com 



bp solar 

Distributor 
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Partner with the company 

whose solar panels 

are helping to power the 

White House. 



The most powerful house in the world is a little more powerful thanks to Evergreen Solar 
electric panels. Recently, our panels were chosen to help supply some of the energy to the 
White House — not surprising since they serve the most demanding applications around 
the world thanks to our patented String Ribbon™ wafer and cell technology. 



String Ribbon is among the newest, fastest-growing crystalline technologies 
in commercial production today. By becoming a partner with Evergreen 
Solar you'll have the product and support to help your business grow. 
Our reputation for personally supporting our customers and distribution 
partners with information, Key Market and coop advertising, sales promotion 
materials, and more, is unmatched. 



Solar electricity is all we do. We are a public company and have our headquarters and 
factory here in the U.S. Our fully-integrated manufacturing line is highly continuous 
and among the most environmentally friendly in the industry. It produces high-quality 
modules that are all IEEE, IEC, TUV, CE, and UL certified. 

If you're looking for the perfect solar partner, partner 
with Evergreen Solar. Call 866-357-2221 toll free today. 



Become an 



dealer today. 



Evergreen Solar 




EVERGREEN 
SOLAR® 

866.357.2221 



www.evergreensolar.com 



THINK EVER GREEN. 



HPV3.1 
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Gary Liess 
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Gary and Carolyn are more than satisfied — they're enthusiastic about running their cars on straight vegetable oil. 

Run a car on 100 percent vegetable oil? Sounds crazy! I had driven my Mercedes 
300CD diesel engine for a quarter of a million miles before I had even heard about 
biodiesel. Using straight vegetable oil in my car made even more sense to me. 



I learned about biodiesel from Joshua and Kaia Tickell's 
From the Fryer to the Fuel Tank. Biodiesel is made by chemically 
modifying vegetable oil for use as a fuel in diesel engines by 
using a mix of lye and methanol. After reading the book, I 
loved the idea of running on biodiesel, but I personally was 
hesitant to mix nasty chemicals to create it. I knew that Rudolf 
Diesel originally designed his engine to run on peanut oil, but 
somehow it didn't sink in that it was possible to run on 100 
percent vegetable oil in this day and age. 

Then my partner Carolyn Scott attended the Bioneers 
Conference in San Rafael, California in October 2001. A 
young man named Jason Goodman was displaying a diesel 
VW Vanagon that was running on straight veggie oil. I got 
in touch with Jason and found that he and Chris Gibson 
were setting diesel vehicles up to run on veggie oil. This was 
the start of my straight vegetable oil (SVO) education. 



Two Choices 

You have two choices when running on biofuels. The 
first is to make or buy biodiesel, make no modifications to 
your vehicle's engine, and just drive away. The second 
choice is to buy or make a conversion kit for running 
straight vegetable oil. There's no need to process the fuel; 
you just fill up and go. With biodiesel, you modify the 
vegetable oil; with SVO, you modify your vehicle. 

The conversion to running on straight veggie oil is made 
by installing an extra fuel tank, tapping into the vehicle's 
liquid coolant system to heat the oil, and then controlling 
the flow of the oil by valves and switches. The oil must be 
heated so it is thin enough to flow through your fuel system. 
The valves and switches allow you to begin and end your 
trips on petroleum or biodiesel, so your fuel system will not 
clog when the SVO cools. 
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Using SVO in Your Engine 

Diesel engines will run on straight vegetable oil if the 
viscosity of the oil is thinned to the same approximate 
viscosity as petroleum fuel — the engine doesn't care if it's 
fed petroleum fuel or vegetable oil. Vegetable oil is about ten 
times thicker than diesel fuel, and as the temperature 
decreases, the oil gets thicker still. Heating the oil to around 
165°F (74°C) thins it enough for the engine to accept it. 

There are two heating methods — one uses an electric 
fuel preheater and the other uses a heat exchanger. I chose 
the heat exchanger method. When attempting to run on 100 
percent veggie oil using the heat exchanger method, the 
engine must be cold-started on diesel or biodiesel. After 
cold-starting and driving for a few minutes, the engine will 
reach its normal operating temperature. 

By then, the veggie oil will have been warmed 
sufficiently by the hot coolant and the heat transfer system. 
The driver can switch over to the veggie fuel tank and drive 
on veggie oil. Before engine shutdown, the veggie oil must 
be replaced in the fuel lines with the diesel or biodiesel so 
the vehicle will be ready for the next cold-start. 

Conversion Kit 

I purchased an SVO conversion kit from Justin Carven of 
Greasecar Vegetable Fuel Systems (greasecar.com). Jason 
Goodman and Chris Gibson installed it for me. The kit 
comes with an additional fuel tank for the veggie oil; a six- 
way solenoid valve, controlled by a dash-mounted rocker 
switch for changing between the fuel tanks; and a back- 
flushing, three-way valve with switch to clear the lines of 
oil. The kit also has a fuel gauge, a heated 10 micron fuel 
filter for the veggie oil, hoses, and connectors for connecting 
into the hot coolant from the heater core to heat the fuel 
lines. The simplicity of the conversion kit is striking. 

The heat exchanger is a hose inside a hose (HIH), and a 
coil wrapped around the vegetable oil filter. Hot engine 
coolant is diverted with a tee fitting from the cabin heater- 
core input and is passed through a copper coil surrounding 



The Biof uels 
Research Co-op 

I get the vegetable oil I use from a local company 
in northern California's Sonoma County that 
bottles assorted products made from organic oils. 
A number of people in the area have converted 
vehicles to run on veggie oil here, so we banded 
together and formed a vegetable oil co-op that we 
call the Biofuels Research Co-op. We have 36 
members and have spent many hours doing 
research, developing bylaws, establishing com- 
mittees, and building and operating two fuel sites. 

We have contracted with a local company to haul 
the oil company's waste oil, which is fresh and 
uncooked. They save disposal fees, and because 
they "donate" to us, they get a tax write-off on the 
oil. We were able to get nonprofit status through 
a local college, whose curriculum is focused on 
ecology, community, and activism. The group is 
highly motivated, building a fueling station with 
steel tanks and metered fuel pumps. 

The primary requirement for membership is to 
have a converted diesel car, truck, or van. Since 
membership is limited by the amount of oil 
allocated to us by the oil production company, 
one of our committees is dedicated to researching 
new oil sources, so we can support new 
conversions in our community. We encourage 
people to contact us and see how they can form 
their own cooperatives. One of our more active 
members, William Wrentmore, has established a 
Web site that many of our members use — 
www.veggieavenger.com. 
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The 15 gallon vegetable oil tank hides in the trunk. 



extra fuel tank. My partner Carolyn had a Greasecar kit 
installed too. Her car is a Mercedes 190D and gets 30 to 35 
mpg and her range is 1,000 miles (1,600 km) with both tanks 
full. 

What Works Best 

Certain types of diesel engines, injection types, and 
injector pumps are better suited to running on pure veggie 
oil than others. Engines with indirect injection are reported 
to be better than those with direct injection. All newer diesel 
engines have direct injection. Mechanical injection methods 
are better than computerized injection methods. 

There are three types of injector pumps — inline, rotary, 
and Lucas /CAV injection pumps. In-line pumps have 
turned out to be very solid and without problems with 
veggie oil, and can be found in Mercedes cars (with 



Under the 300CD's hood: 1) heater hose from heater-core splice; 2) six-port solenoid 
fuel switch; 3) three-port solenoid fuel switch; 4) vegetable oil heated filter; 
5) HIH back to/from vegetable oil tank. 



the vegetable oil filter. From the filter 
coil, the coolant flows back to the 
vegetable oil tank via a 1 inch radiator 
hose, which forms a hot coolant jacket 
around the vegetable oil line — this is 
the HIH. The HIH consists of the 1/4 
inch (6 mm) veggie fuel oil line that is 
inside the 1 inch (25 mm) heater hose. 

Finally, the coolant is passed 
through copper coils in the vegetable 
oil tank, which warms the oil so that it 
can flow in cold weather. The coolant 
is then returned to the engine via 
another 1 inch heater hose that is 
attached with a tee fitting into the 
system at the water pump return. 

The cost of the deluxe conversion 
kit from greasecar.com is US$795; an 
economy kit is US$495. Other 
companies offer kits with prices 
starting at US$299, but the deluxe 
greasecar.com system has a metal fuel 
tank instead of a plastic one, and uses 
a 1 minute back-flush method that 
eliminates switching back to diesel or 
biodiesel five minutes before shut- 
down. Installation cost is additional, 
and was US$525 for my car. For more 
information on kits, see Access. 

With the addition of the kit's 17 
gallon (64 1) vegetable oil fuel tank, my 
car has a range of over 800 miles (1,300 
km). The car will run on regular diesel, 
biodiesel, or straight vegetable oil. The 
only negative aspect of the conversion 
is the loss of some trunk space for the 
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1) the auxiliary veggie fuel gauge, 2) fuel-type switch, 
and 3) back-flush switch on the dash of the 300CD. 



Biof uel Taxes 

My partner and I worked on the co-op legal 
committee to find out what taxes, if any, might be 
applicable for our use of vegetable oil. Our co-op 
was alarmed when we heard about the arrest of 
British drivers who were using vegetable oil. They 
were fined £500 (US$750) with the threat of seven 
years imprisonment. 

I called several agencies, including the California 
State Board of Equalization, and found that there 
are no federal taxes on straight vegetable oil and 
no taxes on homemade biodiesel if the maker 
uses or blends less than 400 gallons (1,500 I) per 
quarter. The state, on the other hand, has 
informed me that they are formulating rules or 
laws that will tax any fuel used in diesel engines. 
They consider food products fuel if they can 
power a vehicle. The planned road tax will be 18 
cents a gallon. 



precombustion chambers) and engines such as Cummins, 
Volvo, and Iveco. Bosch distribution pumps or rotary 
pumps have shown to be strong enough to cope with veggie 
oil. But to avoid premature pump failure, you should use 
fuel with near to diesel-like viscosity Lucas /CAV pumps 
are very sensitive to any kind of particles of dirt in the fuel. 
Use a fine filter and only heated veggie oil. 

The type of oil that is used can be important. I am 
fortunate to have access to high quality (food grade) 
uncooked oils. Not everybody has this available. Certain 
oils are better than others. Oils made from plants in the 
Brassica genus (mustard, canola — all containing high- 
lubricity oils) are among the best. If you live in a colder 
climate, you want canola, soy, sunflower, or corn oil because 
they don't solidify as much as others. 



Vegetable Oil Preheat 

Using Engine Coolant Loop 




Coil: Around ' 

vegetable oil filter L o<>P : ln side 

vegetable oil tank 



The Biodiesel Option 

For those folks who are driving diesel powered vehicles 
and don't want to install the extra components to run on 
straight veggie oil, there is still biodiesel. Using the same 
waste vegetable oil, you can process the oil into biodiesel 
and make no modifications to your engine. Because 
biodiesel is such a great improvement over petroleum diesel 
(see www.ott.doe.gov/biofuels/environment.html), many 
people are making biodiesel from waste oil. They are saving 
money on fuel and helping the environment. 

To find out how to make biodiesel, see the URLs in the 
Access section at the end of this article, and see the how-to 
article in HP93. Because I must use biodiesel for cold- 
starting, I have decided to join together with local biodiesel 
lovers and form a co-op group to make biodiesel. The group 
mixes the nasty methanol and lye together with pumps, 
which almost eliminates the dangers of handling these 
potentially hazardous products. The cost of the finished 
biodiesel is around US$0.60 a gallon. 

Pollution 

Emissions are greatly reduced with biodiesel and 
straight vegetable oil, and are far less damaging to the 
environment than petroleum diesel. There hasn't been as 
much testing on 100 percent vegetable oil compared to 
biodiesel, but neither product contains sulfur, so there are no 
sulfur dioxide emissions. Soot or particulates are reduced by 
40 to 60 percent compared to petroleum diesel, while carbon 
monoxide and hydrocarbon emissions are reduced by 
between 40 and 60 percent. 

Renewable fuels such as biodiesel and veggie oil don't 
contribute to global warming, since they are carbon neutral. 
They don't put any more CO2 into the atmosphere than the 
crops grown to make more fuel will use. Only nitrogen 
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oxides may be increased, and adjustments to the injection 
timing and engine operating temperature can result in lower 
levels than that produced by petroleum diesel. Compared to 
petroleum diesel, biodiesel and vegetable oil are 80 to 90 
percent less hazardous, and SVO is nontoxic, nonhazardous, 
and biodegradable. 

Vehicles running on biodiesel produce the least amount 
of greenhouse gases compared to those running on any 
other fuel, including compressed natural gas, hybrid, and 
all-electric vehicles (charged by the grid), according to a 
report authored by the Alternative Fuel Vehicle Program, 
sponsored by Ford Motor Company and Harvard 
University It's not hard to see why biodiesel use has grown 
thirtyfold in two years. 

Biodiesel is recognized by both the U.S. Environmental 
Protection Agency and Department of Energy as an 
alternative fuel. It qualifies for mandated programs under 
the Clean Air Act Amendments and the Environmental 
Protection Act of 1992. In California, biodiesel has been 
approved for use in remediation of petroleum oil spills. 

Advances in Energy Independence 

In the year since I installed my conversion kit, there have 
been some advances in systems. The Elsbett system from 
Germany uses only the original fuel tank and doesn't 
require extra switches, hoses, and fuel tank. This company 
supplies new glow plugs and fuel injectors, which along 
with an in-line heater allows the vehicle to be cold-started 
on veggie oil. Several of our co-op members are using this 
system along with an electric 12/24 volt, VEG-Therm SVO 
heater from Neoteric, and are having great results. 

The veggie fuel movement is becoming known and is 
rapidly growing. Some people feel that the straight oil 
conversion kits are still in the experimental state. As with 
anything new, developments and improvements are 
happening quickly. But that benefits all of us who are 
striving for energy independence and trying to improve our 
lives responsibly. 

Access 

Gary Liess • 1557 Los Alamos Rd., Santa Rosa, CA 95409 • 
707-538-8639 • joyluck@sonic.net 

From the Fryer to the Fuel Tank: The Complete Guide to Using 
Vegetable Oil as an Alternative Fuel, by Joshua Tickell, 
US$29.95 from BookMasters, PO Box 388, Ashland, OH 
44805 • 800-266-5564 or 419-281-1802 • 
tickell@veggievan.org • www.veggievan.org 

Greasecar Vegetable Fuel Systems, Justin Carven, PO Box 
60508, Florence, MA 01062 • 413-586-2432 • 
info@greasecar.com • www.greasecar.com • Conversion kit 
supplier 

www.journeytoforever.org/biodiesel_svo.html • Lots of 
good biodiesel and straight vegetable oil info 

www.biodiesel.infopop.net/ 2/ OpenTopic/ a/ cfrm • 
Biodiesel and straight veggie oil discussion 



Photos by William Wrentmore • 

william@veggieavenger.com • www.veggieavenger.com 

Elsbett Technologie GmbH, Weifienburger Str. 15, D-91177 
Thalmassing, Germany • 49-0-9173-779-40 • 
Fax: 49-0 -9173-779-42 • info@elsbett.com • 
www.elsbett.com • Conversion kit 

Neoteric Biofuels Inc., PO Box 26068 Westbank, BC, 
Canada V4T1E6 • 866-768-3169 or 250-768-3169 • 
Fax: 250-768-3118 • info@biofuels.ca • www.biofuels.ca • 
SVO heaters and SVO conversion kits 

GreaseBaron.com, W3883 Highline Rd., Bonduel, WI 54107 • 
www.greasebaron.com* Grease accessories, collection 
devices, filters, pumps, preheaters 

Greasel Conversions, HC 73 Box 157D, Drury, MO 65638 • 
866-473-2735 • charlie@greasel.com or pillard@greasel.com • 
www.greasel.com* SVO kits 



DRIVE VEGETARIAN! 

oreasecar.com 

venetahia fual systems 
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GreaseBaron.com 

Vegetable oil fuel systems for diesel engines. 
Specializing in generator and stationary applications. 
Preheaters, filters, cooling drums, cold weather kits. 

Control your own fuel supply! 

W3883 Highline, Bonduel WI 54107 
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Solar Installer 
Training Classes 

for Contractors, Electricians, & 
Affordable Housing Affiliates 

$50 - $100 tuition 

March - August, 

2003 
One-day classes 
throughout 
California 

provided by the 
Real Goods Solar 
Living Institute 

Call 707.744.2017 to register, see 
www.solarliving.org for details and request a 
free catalog of over 60 classes on renewable energy, 
green building and sustainable living. 

Made possible by a Renewable Energy Consumer Education 
grant from the California Energy Commission 




The Book That Began the 

BIQDtESEL REVOLUTION... 





ilde 1 J nidi 1 tu 

\%<hbl.|L'1HI 

4|LlTl|iiHYt I ■IM.-1 



fiat*, i V'ldeD ■-■□rrfljD lUUidr USA add $7| 

Saicp Oniric «" DdwnkmJ cBouh ill? 95l - w"pw.FpanT'itrr V p.i:a:i 
DrtflJI 124 hrrttari i-HM-S^^^r *ll^Z6i-Egaz 
se/id j U & zbazk dt mcocy ardv pay all Id hi: 
□c-ahMasu-n. P.O Boi Ashland: OH 




looW "9 #>r more 



S-530 

530 AH (100 hour rate) 
12 1 /4(L)X7 1 /8(W)X16 3 /4(H) 
124 lbs (wet), 96 lbs (dry) 



■ 



Now Shipping 

THE NEW S-530 



• 530 AH (1 00 hour rate), 
400 AH (20 hour rate) 

• Same physical dimensions 
as our S-460 

• 1,300 plus cycles at 50% DOD 

• Available wet or dry charged 

• 7 year warranty 



A9002J 



Surrette Battery 
Company, Ltd. 



8*0481 -Ml 4 

salts® rollsbatttry.com 
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Battery Engineering 
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KWH Meter 



AJ Rossman & Joe Schwartz 

©2003 AJ Rossman & Joe Schwartz 



Application: We used the Watt's Up? Pro 
to evaluate the energy use and electrical characteristics 
of several 120 VAC appliances. 

System: Both the Watts Up? Pro and the 
appliances measured were powered by the grid and 
then by a sine wave inverter. 




The Watts Up? Pro meter can measure 

the electrical characteristics and energy consumption 

of any 120 VAC load up to 15 amps continuous. 



Watt-hour meters are necessary tools for anyone 
interested in analyzing electrical energy consumption. The 
energy consumed by a variably cycling load, such as a 
washing machine, is often difficult to predict based solely on 
run- time. A watt-hour meter can increase accuracy for 
renewable energy system load analysis. 

Most watt-hour meters can tell you the instantaneous 
power (watts) and the total energy used (watt-hours or 
kilowatt-hours) by an appliance. But what do you do when 
you want to see exactly when the energy is being used, and 
not just the total? 

The Watts Up? Pro meter lets you do this with 
datalogging capabilities and an easy-to-use computer 
interface. This meter also includes a software calculator that 
determines the estimated payback period for upgrading to 
new energy-efficient appliances. 

Programming & Software Installation 

With its small LCD display, this unit can be used right 
out of the box as a stand-alone meter. But the computer 
interface really makes it stand out from most other watt- 
hour meters. Getting started is easy since no programming 
is necessary for the metering function. To reset the meter 
and start a new logging session, just push the "select" 
button. With some programming, the meter can also 
continuously output data to a PC as a serial data 
stream. Details are listed in the software's help files. 
One nice feature is that the user does not have 
to worry about the meter running out of 
memory. It automatically updates the interval 
at which data is stored, depending on how 
long the meter is in use. The meter initially 
records data into the meter's memory 
every second. This data storage interval 
increases automatically as the internal 
memory starts to fill (the meter has up to 
1,023 memory locations). The meter 
automatically doubles the storage interval (2 
seconds, 4 seconds, 8 seconds, etc.), and it drops every 
other sample of data to make room for more. This doubling 
of the storage interval is done as many times as needed. 

The literature provided with the meter was 
straightforward and easy to follow. The manual clearly 
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explained the different operational modes (watts, watt- 
hours, time, cost, volts, and amps) and what displays can be 
selected within each mode. The on-line help is actually 
useful! The software installation on a PC went smoothly, 
with no hitches in the setup wizard. 

Using the Meter 

The Watts Up? Pro is used in the same way as other watt- 
hour meters. You simply plug the appliance you want to 
monitor into the meter and plug the meter into an AC 
electrical outlet. The Watts Up? Pro will only measure 120 
VAC appliances, and the maximum current that can be 
passed through the meter is 15 amps continuous. 

Downloading and graphing the data from the Watts Up? 
Pro meter is also easy. The meter can be unplugged from the 
outlet and appliance and be moved without losing data 
because the data is saved in nonvolatile memory. To 
download the data, the meter needs to be plugged back into 
an outlet and then connected to a serial port (RS232) with 
the meter's serial port cable. An RS232 to USB adapter is 
available. 

The software walks a first-time user through the entire 
data collection and downloading procedure in easy-to- 
follow steps. Experienced users can skip these steps by 



pressing the " one-step logging" button on the computer 
screen. The meter has no real-time clock, so you need to set 
a new time and date for either the first or last sample. The 
meter then automatically time stamps all the individual data 
points. 

The graph generated by the Watts Up? Pro software for 
a load of laundry is shown on the next page. The data can 
also be displayed in a table format by clicking on a tab in the 
software, and can be exported in a comma-delimited format 
for further analysis in most common spreadsheet programs. 
In our test, a load of laundry in our large washer, including 
a prewash cycle, consumed 187.4 WH of electrical energy. 

The toolbar to the left of the on-screen graph makes it 
simple to customize the graph. Users can select which 
electrical parameters they want to display — watts, volts, 
amps, watt-hours, cost, power factor, and duty cycle. Zoom 
in and zoom out buttons and arrows allow you to select 
which part of the graph you want to view. The graph can be 
displayed in a 3-D format, with user-selectable depth and 
rotation. Files can be exported in .bmp, .wmf, or .emf file 
format. 

The Watts Up? Pro software also includes an appliance 
payback calculator. This cool tool gives an estimated 
monthly savings and payback period for a new appliance 
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The graph shows the electrical energy used by a Frigidaire 
Gallery horizontal-axis washing machine for a single load. 
Note the distinct prewash cycle on the left side of the graph 
and the spike with the final spin cycle on the right. 



compared to the appliance just measured. We tried this 
feature using a Vestfrost ConServ refrigerator and found 
that the ConServ was more efficient than any of the 
preprogrammed refrigerators. 

The calculator can also be used to compare washers, 
dryers, or any other appliance you may be thinking about 
upgrading. This is a useful tool for people thinking about 
buying new energy-efficient appliances, or anyone who 
specifies appliance upgrades. The software includes 71 
refrigerators, 25 washers, and 9 dryers. You can manually 
add appliances not included in the preprogrammed menu, 
such as ultra-efficient appliances or new models released 



after the meter software was released. The meter allows you 
to enter the average energy the appliance uses (KWH per 
month) and the appliance price. The meter calculates the 
payback period of purchasing a new appliance by using this 
information, the cost of your electricity, and the average 
energy consumed by the appliance as measured by the 
meter. 

The Watts Up? Pro meter came nicely packaged in a 
sturdy cardboard box that can be used to neatly store the 
meter and cords when not in use. The meter comes with a 6 
foot (1.8 m) electrical cord, software on a CD, an RS232 
interface cable, and two manuals — one for getting started 
and a user's guide. The software is compatible with 
Windows 95 and above (98, 2000, XP). 

We like the Watts Up? Pro. The meter and software are 
easy to use. It measures all electrical characteristics of an 
appliance needed for a common load analysis. The graphs 
are easily configurable and can be used to teach principles of 
load analysis. The payback calculator is a useful tool for 
anyone wanting to see the economic payback of upgrading 
to energy efficient appliances. 

Access 

AJ Rossman, Draker Solar Design, PO Box 8346, 
Burlington, VT 05402 • 802-238-8648 • aj@drakersolar.com • 
www.drakersolar.com 

Joe Schwartz, Home Power, PO Box 520, Ashland, OR, 97520 • 
541-944-0780 • joe.schwartz@homepower.com 

Manufacturer: Electronic Educational Devices, 2345 South 
Lincoln St., Denver, CO 80210 • 877-928-8701 or 
303-282-6410 • Fax: 303-282-6411 • info@doubleed.com • 
www.doubleed.com jfck 



SOLAR BOOST™ mPPT CHARGE CONTROLLERS 



PATENTED MPPT TECHNOLOGY INCREASES CHARGE CURRENT UP TO 10% OR MORE I 

* New Solar Boo st 6024 H - provides a * Special High YoJtatj e Input 
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and wiring power loss. 

■ Thine Stage Charge Control 

■ Additional products available 
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H P Solar-One Batteries 




To receive information on our complete line of 
RE products contact Northwest Energy Storage @ 

800-718-8816 or 208-267-6409 9 am-4 pm pst 
6778 El Paso St., Bonners Ferry, ID. 83805 
www.nwes.com www.hupsolarone.com batteries@nwes.com 



H P Solar-One still has the best warranty in the business! 
H P Solar-One positive plates are wrapped in an envelope! 
H P Solar-One uses a patented recipe to achieve extra life 
at deeper cycles than the competition! 
H P Solar-One has removable cells for easier installation! 
H P Solar-One offers free shipping in the lower 48 states! 
H P Solar-One uses flip top caps that make maintenance 
quicker! 

H P Solar-One is available in 8 sizes, reducing paralleling! 
H P Solar-One provides all lead coated solid copper 
interconnecting hardware, lifting strap, users manual, and a 
written warranty! 

H P Solar-One has over 9 sq. in. of terminal area for 
multiple lug connections ! 

H P Solar-One batteries have been in RE service for over 
10 years! 

h psolarone.com 

There Is A Difference! 



Northwest Energy Storage, The Exclusive H P Solar-One Representative for Renewable Energy 



The Energy Saving House 

Thierry Salomon & Stephane Bedel 
US$12.95 

The Energy Saving House covers every 
aspect of home energy use: from designing 
and building, through renovation and retro- 
fitting, to choosing household appliances 
and fuel suppliers. It also emphasizes that 
the cheapest energy of all is the energy you 
DON'T use. Available July 

The Natural Plaster Book 

Earth, Lime and Gypsum Plasters 
for Natural Homes 

Cedar Rose Guel berth & Dan Chiras 
US$29.95 

For builders of natural homes, this 
unique step-by-step guide takes the 
confusion out of choosing, mixing, 
and applying natural plasters. From 
principles to practicalities, and with 
every stage of the process illustrated, The Natural Plaster Book 
details the entire process of plastering for a long-lasting and 
durable finish. 




Microhydro 

Clean Power from Water 

Scott Davis 
US$19.95 

Microhydro features the smallest version of 
the technology dubbed "the simplest, most 
reliable and least expensive way to gener- 
ate power off grid". It is a complete guide 
to designing and constructing reliable 
power systems, with a special focus on tiny 
DC systems available off the shelf. Available June 
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Cordwood Building 

The State of the Art 

Rob Roy 
US$26.95 

Cordwood masonry is an ancient 
building technique whereby walls are 
constructed from "log ends" laid 
transversely in the wall. It is easy, 
economical, esthetically striking, energy- 
efficient, and environmentally-sound. 
Cordwood Building collects the best practitioners' wisdom, demon- 
strating how to build a cordwood home using the latest and most 
up-to-date techniques, with a special focus on building code issues. 




available at your local bookstore or direct 
at www.newsociety.com 
visa/mc orders: 800-567-6772 




New Society Publishers 

Books To Build A New Society 
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Since 1987, Home Power has been connecting manufacturers, resellers, 
and installers to end users of clean energy technologies. 

Today, more than 80 percent of our readers live on-grid and over 70 percent of them will be installing both 
solar-electric and solar hot water systems. And that's just the beginning... 

Home Power readers are also purchasing wind and microhydro power systems, energy efficient appliances, 
green building products, and low or no emissions vehicles. 

Give the people what they want. Advertise in Home Power\ 

For all the details, contact Connie Said at advertising@homepower.com • phone: 541.512.0201 



Get 'Em While They Last... 

Our shirts with the classic logo are soon to be 
collectors' items. 




Shipping: 
$5 USA, 
$8 Canada, 
$10 International 

To Onftr Call: 800-707- 

(541-512-0201 Outside USA) 

Or see our we)b site: 
www.homepowver.corri 

100% Cotton 

Or send check or money order to: 
Home Power Magazine 
PO Box 520, Ashland, OR 97520 




Hardware, 
Home & Garden, 
Natural Product, 
Book or RE Stores- 



Here's Your Chance 

Sell Home Power's magazines and 
CD-ROMs in your store. Home Power has a 
high sell through that means high profits 
for your business. With 17 years of 
experience as the renewable energy 
resource, you can put Home Power's selling 
power to work for you. 

Contact Scott Russell at marketing@homepower.com or at 800.707.6585. 
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Subscribe to 





Learn how to live with renewable energy — subscribe to Home Power. 



Standard Magazine Subscription: 

Get 6 issues of Home Power magazine via Publishers 
Periodical U.S. Domestic Mail for $22.50. This will be 
forwarded for one issue (two months), so let us know 
immediately if you move! 



First Class Subscription: 

Get 6 issues of Home Power magazine via First 
Class U.S. Domestic Mail for $43. All First Class 
issues are shipped in an envelope. We start your 
subscription immediately with the current issue. 



International Subscriptions: Surface — $30. Air — check or Web site, e-mail, or call for pricing. 
Subscriptions & Back Issues: 800-707-6585 or 541-512-0201 • Home Power, PO Box 520, Ashland, OR 97520 USA 

EZ] subscriptions@homepower.com • Shop Online at www.homepower.com ^Htfll 





\ Back Issues 
i of Home Power! 




Check out our Web site: www.homepower.com 
It contains an index of all articles back to issue #1. 

You can buy back issues individually (shipping included): 

• $6.25 each for 13 and 16 through 20 

• $7.75 each for 21 through 45 (except for 35, 36, 38, 40, 41 

• $8.75 each for 46 through 84 (except for 59-67, 79, 81-83) 

• $9.95 each for 85 through current (except for 87) 

-OR- 

Special Deal: All available back issues for $1 25, + s&h 

Shipping: $20 USA, $30 Canada, $40 International 

Check with your local library — through interlibrary loan you can get back issues. 
The Jackson County Library in Oregon and the Alfred Mann Library at Cornell University have all issues. 

Or, get the CD-ROMs for $29 each Special Deal: $150 for all seven 
Solarl (RE Basics), Solar2 (1-42), Solar3 (43-60), Solar4 (61-70), Solar5 (71-76), Solar6 (77-82), and Solar7 (83-88) 

Shipping for single CDs: $2 USA, $3 Canada, $4 International 
Shipping for CD Special: $8 USA, $9 Canada, $12 International 

Home Power, PO Box 520, Ashland, OR 97520 • 800-707-6585 • 541-512-0201 
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The author smiles knowing that his random act of efficiency will help save the planet — and some money. 



The rural Methow Valley of Okanogan 
County in north central Washington is 
like nirvana if you like the outdoors 
and recreation. Awesome activities are 
abundant in all four seasons, including 
snowshoeing, cross-country skiing, 
white water rafting and kayaking, 
wildlife viewing, mountain and rock 
climbing, and mountain biking. It 
seems that more artists live here per 
capita than anywhere else in the 
Northwest. Many more off-grid 
families live here than you would think, 
and most of them read Home Power 
magazine. 



Efficiency Starts Here 

Smart things are happening in the Methow; residents are 
embracing an ecologically sustainable way of life. The area 
has been challenged by economic changes. Yet, this 
community continues to progress into the new millennium, 
all the while restoring fish habitat and growing organic 
apples and other crops. A fiber optic network helps bring 
the community into the modern age. 

The sense of community here is strong, and 
transformation is alive in the marketplace. Every hardware 
store in the valley carries Energy Star compact fluorescent 
(CF) lightbulbs at good prices. As rural as this area is, it is 
not unusual to see an occasional hybrid electric vehicle 
driving down the scenic highways. Even the local 
Okanogan Electric Co-op has solar-electric modules 
installed at the utility office. 

A Guerrilla Opportunity 

The Sun Mountain Lodge near Winthrop, Washington 
hosts a variety of guests, for both business and pleasure. The 
lodge is actually quite an international destination. Many 
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organizations retreat here for conferences, and visitors 
escape the hustle of the cities and bring their families for the 
inspiration of the environment. Unlike most lodging 
facilities, the guest rooms are TV free! 

On a recent stay at the lodge, I noticed that the family 
game room had lampshades with "toast" marks — 
incandescent burn spots. Upon investigation, I confirmed 
my concern, 75 watts blazing away, day and night. A 
guerrilla efficiency opportunity (GEO) became apparent. I 
just happened to have an extra 20 watt Energy Star qualified 
CF that fit the random act. I replaced the 75 watt bulb, and 
then anonymously informed the front desk of my good 
deed. 

Money Isn't All You're Saving 

I recommend picking up CFs whenever you see them on 
special buys, and having them handy for your next GEO. 
Each time I visit the lodge, I try to perform a guerrilla action 
in the area. I am up to five CF, GE actions in the Methow 
Valley now. 

Incandescent bulbs lose up to 95 percent of the energy 
they use as heat. When using an incandescent bulb to light 
a room, we are basically resorting to a technology that 
goes back beyond Thomas Edison to the caveman days of 
using a wood torch to see. But the smoke produced today 
is at a distant power plant, adding to global climate 
disruption. 

The manager of the local electric co-op mentioned to me 
recently that the Bonneville Power Administration, which 
sells electricity to the co-op, will be increasing wholesale 
rates this October by another 25 percent, and still more cost 
increases are scheduled to follow in 2005. A GE action done 
now just gets more valuable over time! Every day, month, 
and year means more energy and dollars saved, and less 
pollution from the power plant smokestack. 



Easy to 
Use 



Accurate 
&Fast 



The Best Tool For Solar Site Analysis — ingenious design projects 
your horizon directly onto a sun chart for the full year. 

Perfect for optimal siting of: 
Photovoltaic Arrays 
• Solar Hot Water Systems 

• Solar Homes 

• Greenhouses 

• Gardens 

Includes sun paths from 
0-66° North & 0-49° South. 
/ With metal case & tripod $255, 
Handheld $175, (+ shipping). 

SOLAR PATHFINDER 
Rt 1 Box 260-1, Linden, TN 37096 
501-2529 •Fax 931-589-5400 
solarpathfinder.com 




Many of the local business owners bought and installed 
LED holiday lights this season. If rural Washington 
communities like Mazama, Winthrop, and Twisp can adopt 
smart technologies, then any place can! 



Access 

GEOffREy 



geoff@appliedproactive.com 



Sun Mountain Lodge • PO Box 1000, Winthrop, WA 98862 
800-572-0493 or 509-996-2211 • Fax: 
509-996-3133 • concierge@methow.com • 
www.sunmountainlodge.com 

Greenlite Corp., 115 Brunswick, Suite 102, Pointe Claire, 
Quebec, Canada H9R 5N2 • 877-255-0004 or 
514-695-9090 • Fax: 514-695-9093 • greenlite@greenlite.ca 
www.greenlite.ca • CF bulbs 



Guerrilla Efficiency Defined 

Energy efficiency is the most effective action for moving the 
planet toward a sane energy future. Education is the first 
step in increasing public awareness of energy efficiency. 
Installing compact fluorescent lightbulbs and implementing 
other efficiency measures in your community is fun, and it 
helps increase the use of energy efficient technologies. 
Practice random acts of efficiency and sensible acts of 
conservation! 



Send us your GE or GS text and photos. 
If your story is published, we'll send you 
a free one-year subscription to HP 
and a T-shirt! 
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Solar water pumps for every purpose 



Don't throw energy down the drain with an inefficient water pump. Dankoff Solar 
DC pumps use 1/3 to 1/2 the energy of conventional AC pumps run by inverter. 

Flowlight® Booster Pump 
SunCentric™ Centrifugal 
Solar Force™ Piston 
Solar Slowpump 
Solaram™ v 



Vertical lift 
to 960 Ft. (290 m) 
Pressurizing 
to 100 PS I (7 bar) 
Flows to 75 GPM 
(285 Ipm) 




,com 




ETAPUMP® 
and more . . . 

Depths to 650 Ft. (200 m) 1 
Flows to 50 GPM (200 Ipm) 




Solar Converters Inc. 

design and manufacture Pow^r Control Solution* for your Aetpewabfc Energy Systomsf 
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Generator 
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MPPT Power Tractor™ Charge Compilers 
Cattiodic Protection Controller 



■ VnlJage Controlled Switches 
Solar Lighting Controllers 



Please visit www.sola rc o n verters.c om for MORE products and details 
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It's Your Choice: 




The flex-fuel Ford Taurus can run on gasoline or ethanol. 



Shari Prange 

©2003 Shari Prange 



When Henry Ford introduced the Model T, he told the public, "You can have it in 
any color you want, as long as it's black." For most of the past century, 
automakers have been telling us, "You can have any engine you want, as long as 
it burns petroleum." 



With the periodic gas "crises" that began in the 1970s, 
and increasing air quality problems, people have started to 
question this dictum. Automakers often unveil concept cars 
and prototypes that promise 100 mpg or the ability to "run 
on water," but somehow, these don't seem to make it into 
production. They promise us the sun, but what they give us 
is... gas. 

But wait! Is that a glimmer of light breaking through? 
Are there really some alternatives that are available to the 
average human? In the last issue of HP, we looked at some 
of the electric-based options, including pure electric cars, 
hybrids, and fuel cell cars. This time, weTl look at some 
nongasoline-combustion options. 

Our objective here is not to talk about the "cars of the 
future," but the cars of today. This is not intended to be a 
comprehensive discussion of these fuels or vehicles, but 
an overview and introduction to some of the options 
available to consumers now, or in the very near future. If 
you want to pursue any of these in more detail, see 
Access. 



Fuel & Vehicle Sources 

Before we get into specifics, let's cover a problem 
common to all alternative fuels — availability. Because these 
fuels are still so new in vehicle use, you cannot find filling 
stations on just any street corner. Alternative fuels tend to 
make their appearance in fleets first, so that is also where 
the fuel supplies show up first. For any of these fuels, you 
should count on doing a little research to find just where 
they are available in your area. This kind of information is 
often available on the Internet. In some cases, home fueling 
may be an option. 

The vehicles themselves are also not as readily available. 
These types of vehicles are marketed primarily to fleets, and 
your local dealer probably won't have one in the showroom. 
However, you can usually order one, although some are 
restricted to fleet purchasers only. 

If you are looking for a compressed natural gas (CNG) 
vehicle, you will have to go to a dealership with CNG 
certification. Special training is required, and special shop 
ventilation, for a dealer to be able to order these vehicles. 
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Comparison of Automotive Fuel Characteristics 



If 

1 LCI 1 1 


Biodiesel or Straight 
Veg. Oil (SVO) 


Natural Gas (CNG) 

IMCIliJICII VJ CIO \ vl M V_J / 


Ethannl (ERR) 




BTUs (thousands per 
gal.) a 


121.00 


29.00 


80.46 


84.00 


Fuel cost compared 
to gasoline 


+20-40% 


-10-30% 


+20-70% 


-10-20% 


Vehicle conversion 
cost 


$0-800 


$2,700-6,000 


$0-1,000 


$1,000-2,500 


Added vehicle 
purchase cost 


None 


$4,000-6,000 


None 


$3,000-5,000 


Maintenance & 
engine life issues 


Longer engine life 


Longer engine life; 
less maintenance 


Special lubricants needed; 
more frequent overhauls 


Longer engine life 


Carbon monoxide 5 


B20: c -12.6% 
B100: -43.2% 


-90.97% 


-0.40% 


-30.35% 


Hydrocarbons 5 


B20: -11.0% 
B100: -56.3% 


-50.75% 


-0.1 5% d 


-20.40% 


Nitrogen oxides b 


B20: +1.2% 
B100: +5.8% 


-35.60% 


-0.10% 


-15.99% 


Particulate matter 5 


B20: -15.0% 
B100: -70.0% 


-90.97% 


-0.20% 


-80.95% 



a For comparison, reformulated gas has 111.8 BTUs per gal., & diesel has 135. 
b Emissions reductions or increases as percentages of typical gas car emissions. 

c Bx = the percentage of biodiesel in the overall mix, combined with diesel; B20 = 20% biodiesel & 80% petroleum diesel. 
d VOCs (volatile organic compounds) 



Bio fuels 

One alternative fuel is vegetable oil-based and is used in 
diesel engines. This fuel can be a pure vegetable fuel, or a 
vegetable oil processed with methanol or ethanol and lye, 
known as biodiesel. Biodiesel is sometimes mixed with 



The Ford F-150 pickup comes as either a dedicated or bi-fuel 
compressed natural gas vehicle. 




regular diesel. "B20" indicates 20 percent biodiesel and 80 
percent petroleum diesel. "B100" identifies pure biodiesel, 
and is also called neat biodiesel. 

Diesel engines began to move from big rig trucks into 
the consumer market in the mid-1970s. Their advantages 
were higher mileage, lower fuel costs, 
and less maintenance. As air quality 
requirements tightened, they were 
also exempted from smog checks, 
since they were naturally low in the 
types of emissions tested (although 
they did have other emission issues, 
including particulates). 

At first, many people wrinkled 
their noses at diesels as too strange. 
One early hardship was that diesel 
fuel was only available at truck stops. 
So to fuel up your diesel Mercedes, 
you had to wiggle in between huge 
rumbling behemoths at the kind of 
filling station where Mercedes drivers 
don't normally venture. Diesels never 
did take over more than a small part 
of the vehicle mix, but they did 
become mainstream enough that 
ordinary gas stations began to offer 
one diesel pump next to the regular 
and super. 

Research on biodiesel also picked 
up in the mid '70s. (Funny what a little 
gas crisis can do to get your attention, 
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Ford's Mike McCabe (left) and Brad Deacon from the governor's office open Michigan's first ethanol fueling facility. 



isn't it?) Is the biodiesel option available to the average 
person today? Absolutely. At this point, major auto 
manufacturers have yet to show any interest in biodiesel. 
However, there is a substantial grassroots movement 
toward it, and a great deal of information available to those 
who want to jump in. A number of biodiesel suppliers can 
be found in North America and beyond if you look for them. 

Biofuels have substantially lower emissions than 
petroleum diesel, including reduced unburned hydrocarbons, 
carbon monoxide, and particulates. They're nontoxic and 
biodegradable, and do not produce explosive vapors, making 
them safer to handle and store than gasoline or diesel. 

There are two ways to get into biofuels. One is to get an 
ordinary diesel vehicle, locate a source of biodiesel fuel, and 
start using it. That second part is trickier than it sounds, 
though. If you scout out your town, you may locate a source, 
or find a biodiesel cooperative you can join. You can also 
manufacture your own. For more information on how to do 
this, see HP93. 

You should be aware of one other issue with biodiesel. 
Because one component of it is alcohol (ethanol or 



methanol), it can deteriorate rubber hoses, seals, and fittings. 
The higher the concentration of biodiesel in your fuel mix, 
the greater the problem. B100 will cause more deterioration 
than B20. You will need to think about the grade of biodiesel 
you intend to use, and determine whether the fittings in your 
car are appropriate. Alcohol-resistant fittings are available, 
and may already be in place on your vehicle. 

The other option is to modify your vehicle to run on 
straight veggie oil (SVO). You will have to find a source for 
large quantities of new or used vegetable oil, which may 
mean cutting a deal with a local restaurant, but you won't 
have to deal with any messy or dangerous processing on an 
ongoing basis. Once your car is modified, you're done with 
the hard part. There are kits available for this purpose. For 
more information on how to do this, see the article in this 
issue by Gary Liess. 

SVO is a kind of guerrilla alternative fuel. It is not 
officially recognized by the Department of Energy, simply 
because of economics. No big profit can be made promoting 
veggie oil as fuel, so no one with deep pockets has had any 
interest or incentive to do the necessary testing to get it 
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officially sanctioned. This could shut an SVO vehicle out of 
eligibility for some alternative fuel incentives, although 
there aren't many of those for conversions anyway But no 
law prohibits using it in the U.S., and it does work. 

Can you buy a veggie-oil-ready vehicle at the dealer, and 
fuel it at the corner filling station? Not in most communities, 
though a few fuel stations have drive-up biodiesel pumps. 
But you can buy a straight diesel that can burn biodiesel, 
and the straight veggie oil option is within reach, with a 
little effort on your part. 

Double Your Fun! 

Before we move on to other fuels, the discussion above 
gives us a chance to clarify a couple of tricky terms that arise 
when you talk about alternative fuels. Some fuels, such as 
biodiesel, can be used in the same tanks and fuel systems as 
petroleum diesel. You can fill up with a petroleum fuel one 
time, and fill with the alternative fuel the next time, actually 
letting them mix in the tank. This type of option is called a 
" flex-fuel vehicle/ 7 

Other fuels, however, are incompatible with each other. 
For example, while an engine might be able to burn either 
gasoline or compressed natural gas, the two require separate 
fuel tanks and delivery systems to the engine. They cannot 
be mixed. This type of vehicle is called a "bi-fuel vehicle/' 

You may also hear the term "dual-fuel vehicle." 
Sometimes this is used interchangeably with bi-fuel, and 
sometimes it is used to encompass both bi-fuel and flex-fuel, 
which can be a little confusing. As we get into other fuels, 
weTl spotlight ones that may be used in bi-fuel or flex-fuel 
vehicles, as well as dedicated alternative fuel vehicles. 

Natural Gas 

Natural gas comes from natural gas wells, or as a 
byproduct of oil wells, and can be produced from landfills. 
Since natural gas is gaseous, it must be converted into a 
more dense form, such as compressed natural gas (CNG) or 
liquid natural gas (LNG) to be used as a vehicle fuel. CNG 
is what you are most likely to encounter. 

Natural gas has several advantages over gasoline. First, 
it is cleaner burning, being low in carbon monoxide and 
organic volatiles. It is lighter than air, so it will not pool on 
the ground, and does not contaminate ground water. Those 
are environmental benefits. Economic and supply issues are 
also important. Natural gas is substantially cheaper than 
gasoline. Most natural gas is domestically produced in 
North America, and there is already an infrastructure for 
distributing it throughout the U.S. Commercial CNG 
stations provide a fast fill, much like filling with gasoline. 
For a thousand dollars or so, you can also install a home 
compressor for overnight slow filling. 

In regard to safety issues, CNG is noncorrosive, and 
poses less of a combustion hazard than gasoline. We 
mentioned earlier that it is lighter than air. This means that, 
in an enclosed space, it could pose a hazard by pooling near 
the ceiling. This is why special training and ventilation are 
needed for shops that work on CNG vehicles. However, it 
has a distinct odor to warn of its presence well before it 
reaches hazardous concentrations. The main disadvantage 




The Honda Civic GX is the dedicated compressed natural gas 
version of the popular sedan model. 



to CNG is that the necessary tanks are bulky, and take up a 
great deal of trunk or truck bed space, reducing cargo 
capacity. 

CNG is one of the more popular alternative fuel options 
with vehicle manufacturers, but it is often available only in 
trucks and minivans, rather than passenger cars. There may 
also be an extra cost of several thousand dollars to get the 
CNG version of the vehicle, although this can be largely 
offset by various alternative fuel incentives. 

Honda has marketed the Civic GX, a dedicated CNG 
version of the Civic sedan, for a couple of years now. GM 
offers the Chevy Cavalier sedan as well as the GMC 
Sierra /Chevy Silverado pickups as CNG /gasoline bi-fuel 
vehicles. Chrysler offers the Dodge Ram van as a dedicated 
CNG vehicle. Ford offers its F-150 pickup in either 
dedicated CNG or CNG /gasoline bi-fuel versions, and the 
Crown Victoria as a dedicated CNG sedan. (Sorry, civilians 
can't order the tricked out police version.) Conversion kits 
are also available. 

Alcohol 

There are two types of alcohol fuel. Methanol is usually 
produced from natural gas. Although ethanol can be 
produced from various types of biomass, it is usually 
derived from corn. Ethanol is the type of alcohol vehicle fuel 
you are most likely to encounter, since none of the major 
manufacturers are pursuing methanol vehicles. The last was 
the 1999 Ford Taurus. Methanol was abandoned because its 
energy density is too low. It takes 1.65 gallons of M85 (85% 
methanol and 15% gasoline) to equal one gallon of gasoline. 
Also, the political lobby for ethanol is much stronger than 
that for methanol. When the ten-year leases for one hundred 
methanol fueling stations in California ran out, they became 
gasoline stations. 

Ethanol is usually in the form of E85, which is an 85 
percent ethanol, 15 percent gasoline mixture. E85 has lower 
energy density than gasoline, but better than methanol. It 
takes 1.4 gallons of E85 to equal one gallon of gasoline. Fuel 
with a lower percentage of ethanol is also sometimes 
referred to as "gasohol." In very low percentages, ethanol is 
added to gasoline as an oxygenator, making cleaner burning 
" reformulated gasoline/ 7 



www. homepower . com 



89 



fuel alternatives 



Ethanol is clean burning and nontoxic. It is also 
domestically produced. Speed, acceleration, and fueling are 
all comparable to gasoline. Mileage per gallon is a little less. 
Cost is comparable to gasoline, as the result of government 
subsidies. 

In 2001, a widely quoted study stated that ethanol was 
horribly energy inefficient, requiring 70 percent more 
energy to make than the resulting fuel contained. 
However, several studies have since been published 
rebutting this argument, and showing that ethanol is 
energy efficient to produce. This is an example of the 
problem in identifying one fuel as better than another. It 
may be better in some respects and worse in others, or you 
may have to sort through conflicting evidence to reach a 
decision. 

E85 is corrosive, so all tanks, lines, hoses, and seals that 
will come into contact with the fuel must be made of 
appropriate materials that will not react with ethanol. 
Because ethanol is less volatile than gasoline, there can also 
be cold-start and misfiring problems while the vehicle 
warms up. 

Again, like CNG vehicles, ethanol vehicles are available 
primarily as trucks, SUVs, and vans. Unlike CNG, there is 
often no extra cost for the ethanol version. GM currently 
offers the Chevy Suburban, Tahoe, and GMC Yukon SUVs, 
and the GMC Sierra /Chevy Silverado pickups as flex-fuel 
E85 /gasoline. 

Chrysler offers any Dodge or Chrysler minivan with a 
3.3 liter engine in a flex-fuel E85/gasoline version for the 
current model year. In 2004, the minivans will be phased out 
and replaced with the Dodge Ram pickup as a flex-fuel 
E85/gasoline vehicle. The Dodge Stratus and Chrysler 
Sebring sedans are currently available in flex-fuel 
E85/ gasoline versions only to fleets, but are expected to be 
available to the public at some point in the future, although 
no date has yet been announced. Ford offers the Taurus 
sedan, the Mercury Sable wagon, and the Ford Explorer, 
Explorer Sport, and Mercury Mountaineer SUVs as flex-fuel 
E85 /gasoline vehicles. 

In fact, you may already own a flex-fuel ethanol vehicle 
and not know it. As reformulated gasoline became more 
widespread, many manufacturers switched the hoses and 
fittings on their standard models to alcohol-resistant 
materials. However, they are not marketing the vehicles as 
flex-fuel ready. If you have a late model car or truck, check 
the fine print in your owner's manual. You may be in for a 
pleasant surprise. 

Propane 

Liquefied petroleum gas (LPG), commonly known as 
propane, is a by-product of natural gas or petroleum 
refining. It has been widely used for many years for heating, 
cooking, and other applications. For this reason, it is 
probably the most commonly available of the alternative 
fuels. Surprisingly, however, it is not as popular with vehicle 
manufacturers as CNG or ethanol. 

Propane is almost completely domestically produced. 
Power, acceleration, and speed for propane vehicles are 



comparable to gasoline, but mileage is slightly lower. 
Propane fueling is only a little more complicated and time 
consuming than filling a gas tank. Although it is in liquid 
form, it must be kept pressurized to keep it that way. For 
that reason, there is a locking fitting instead of a simple 
nozzle, and some vents and drains to be dealt with. Also, the 
tank must not be filled to more than 80 percent, to leave 
room for expansion with temperature changes. 

Propane produces lower levels of reactive hydrocarbons, 
carbon monoxide, and nitrogen oxides than gasoline. It is 
heavier than air, colorless, and extremely flammable. Leaks 
or spills can be hazardous, since it can pool and flow along 
the ground, possibly reaching an ignition source. It can also 
enter water systems. 

Thousands of propane vehicles have been on the roads 
for years, primarily in fleets. Currently, however, the only 
offering is Ford's F-150 pickup in a bi-fuel 
propane /gasoline version. As with CNG, conversion kits 
are also available. Most of the propane vehicles on the 
road are conversions, both commercially built and 
privately converted. 

The Choice Is Yours 

So some alternatives to petroleum fuels are out there. 
They are not actively marketed at the consumer level, but 
they are there if you are willing to put out a little effort to 
find them. In some cases, you will have to weigh the pros 
and cons for yourself to decide what best suits your 
priorities, whether they are reduced emissions, energy 
efficiency, domestic supply, or other issues. If enough people 
lead with their wheels, perhaps eventually the leaders will 
follow. 

Access 

Shari Prange, Electro Automotive, PO Box 1113-HP, Felton, 
CA 95018 • 831-429-1989 • Fax: 831-429-1907 • 
shari.prange@homepower.com • www.electroauto.com 

American Honda Motor Co., Inc., Honda Automobile 
Customer Service, 1919 Torrance Blvd., Mail Stop: 500-2N- 
7D, Torrance, CA 90501 • 800-999-1009 • Fax: 310-783-3023 • 
www.civicgx.com 

GMC, PO Box 33172, Detroit, MI 48232 • 800-462-8782 • 
www.gmc.com 

Chrysler, PO Box 21-8004, Auburn, MI 48321 • 800-992- 
1997 • www.chrysler.com 

Ford Motor Company • 800-343-5338 • 
www. f lee t . f or d . com 

Energy information division of McGraw-Hill Companies, 
with information on a wide variety of energy types • 
www.platts.com 

The Alternative Fuels Data Center, a project of the 
Department of Energy • www.afdc.nrel.gov/ altfuels.html 
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Office of Energy Efficiency and Renewable Energy, biofuels 
Web site • www.ott.doe.gov/biofuels/renewable_diesel.html 

Straight veggie oil info • info@journeytoforever.org • 
www. j ourney tof ore ver. org /biodiesel_s vo .html 

Greasecar Vegetable Fuel Systems, Justin Carven, PO Box 
60508, Florence, MA 01062 • 413-586-2432 • 
info@greasecar.com • www.greasecar.com • SVO 
conversion kit supplier 

National Ethanol Vehicle Coalition, 3118 Emerald Lane, 
Suite 100, Jefferson City, MO 65109 • 573-635-8445 • Fax: 
573-635-5466 • nevc@e85fuel.com • www.e85fuel.com 

Parnell USA, Inc., 1720 E. Deer Valley Road, Suite #101, 
Phoenix, AZ 85024 • 866-581-8335 • Fax: 623-581-8336 • 
info@parnellusa.com • www.parnellusa.com • Propane 
conversion systems 
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ELECTRO AUTOMOTIVE 

Electric Car Conversions Since 1979 
Books Videos ^^>^Kits ^^^Components 

Catalog Send $6.00 for our catalog, or visit our web site. 

"Convert It" We wrote the book on electric car conversions - literally! 
Send $30.00 postage paid for this hands-on how-to conversion manual, 
written in plain English for the home hobbyist mechanic. 

^<^>^ Conversion Kits Complete custom bolt-in kits for the VW Rabbit 

and Porsche 914, or a universal kit for other small cars and light trucks. 

Web Site Visit our web site for our complete catalog, price list, 
gallery of conversions, and extensive conversion information section. 

RO Box 1113-HR Felton, CA 95018-1113 ^^^831-429-1989 
WWW.ELECTROAUTO.COM ^^>^LECTRO@CRUZIO.COM 
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Charge controllers limit 
the amount of energy 
that charging sources 
deliver to the batteries 
as they get full. 



Charge Controller 

Used in: Battery systems 
AKA: Controller, regulator, CC 

What It Is: A device for regulating and optimizing battery charging 

What It Ain't: The quarter-ton monster your spouse hired to control your 
credit card spending 

Any device that charges batteries should use electronics to limit 
charging once the batteries approach full. The charge-limiting electronics 
can be stand-alone or included as part of the device. Your car alternator/ 
regulator, cell phone charger, and laptop charger are all examples of 
devices that use electronics to control charging. Overcharging batteries 
can lead to decreased life, and even fire and explosions in some cases. 
That may sound exciting, but believe me, only on TV. 

Charge controllers are a common component in battery-based RE 
systems. There are two basic types of charge controllers — series and 
shunt. Series controllers basically disconnect the charging source from 
the batteries when they're fully charged. Shunt or load controllers divert 
excess energy to secondary, nonpriority appliances or "dump loads," 
such as electric water heaters or air heaters, once the batteries are full. 

Solar-electric panels can be partially or fully disconnected from the 
batteries and not be damaged. In fact, this is the most common form of 
regulation in battery-based solar-electric systems. As the batteries reach a 
full state of charge, the controller gradually turns off the array, tapering 
off the charge rate. Many modern solar charge controllers include 
maximum power point tracking (MPPT) circuitry that also optimizes the 
amount of energy that goes into the battery. 

Most wind generators and hydroelectric turbines will be damaged if 
disconnected from the batteries while running. The batteries electrically 
load the turbine and help limit how fast it spins. In these systems, a 
shunt-type charge controller is used to divert excess energy to a dump 
load when the batteries are fully charged. 

For more information on charge controller basics, check out "What is 
a Charge Controller?" by Windy Dankoff in HP72, page 68. 

Joe Schwartz • joe.schwartz@homepower.com 
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Iternative Energy 

Making RenewaHe Affordable™ 

Alt En e rgy Store . coi 




Energy Systems 6 Design Ltd. 

Microhydro systems since 1980 
Manufacturer of the Stream Enyine 

We offer turbines for low, medium and high flows and heads, 
___ components and tech support. Dealers Welcome! 
• 

s*S$tbth NEW! Solar LED (white) mini flashlights:$25.00! 



Ph: 506-433-3151 



Fax: 506-433-6151 



www.microhydropouier.com 
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Snorkel Wood-Fired Hot Tubs 



LOW-COST 
WOOD HEAT! 

Gas/electric heaters, 
hydrotherapy jets 
optional! 

10 Models! 
Made in USA! 



• Utterly RELAXING - Practical, 
pleasurable way to unwind 

• 100% WOOD Tub - Naturally 
beautiful Western Red Cedar 

• UNDERWATER Wood Stove - 

Ingenious, high-efficiency 

• Super AFFORDABLE - Starting 
under $1,900, pennies to heat 

• NO Electric, NO Plumbing - 

Hassle-free enjoyment ANYWHERE 




Mail this coupon or CALL TOLL FREE \ 

: 1-800-962-6208 : 



□ YES! Rush me facts on 
SNORKEL Wood-Fired Hot Tubs 
including current SALE! 



f 



City/State/Zip 

Snorkel Wood-Fired Hot Tubs 

Dept. HP036-A, 4216 6th Ave. South, Seattle, WA 98108 
www. snorkel, com 




uilt to A Qu Btly LastlL 




41 Distributed by: 

'Abundant Renewable' Energy 



rwww.AbundantRE.com> 
SE7QO IME Mountain Top Rd. W 
■ Newberg, OR 97132 m 
^ CS03I 538-8S98 
|Fax C5Q3D 538-8788 



got solar?. ..we do! 



Upcoming Workshops Include: 



Green Building 
Technology 



Women's Tilt Up Tower Wind Installation 
Advanced Photovoltaic Installation 
Straw Bale Construction 
Straw Bale Construction 
The Solar Lifestyle: Introduction to RE 
Community Micro Grid Wind Installation 
Basic Photovoltaics/PV Site Auditor 
Intermediate Photovoltaics 
Photovoltaic Installation 



June 8-14 
June 11-17 
September 5-7 
September 12-14 

September 13 
September 14-20 
September 18-19 
September 20-21 
October 14-18 




Photovoltaics, Wind, Hydro 




Custer, Wl 
Central Wl 
Sarona, Wl 
Sarona, Wl 
LaCrosse, Wl 
Amherst, Wl 
St. Paul, MN 
St. Paul, MN 
St. Paul, MN 



Solar 
Hot Water 



Call or write for more information and course descriptions. 
Midwest Renewable Energy Association, 7558 Deer Rd., Custer, Wl 54423 
phone (715) 592-6595 • fax (715) 592-6596 • info@the-mrea.org • www.the-mrea.org 
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Code 

Calculations 

for an Off- Grid PV System 




Judy LaPointe's home is on its way to becoming a finished, off-grid home. 



The walls are up and the PV system 
is being assembled for the off-grid 
home described in Code Corner in HP94. 
This article presents most of the 
calculations required to design the 
photovoltaic (PV) system within the 
requirements of the National Electrical 
Code (NEC). 

These calculations may not be all that are needed in the 
total design of every PV system. Local electrical codes may 
impose other requirements, and building codes may require 
calculations involving the mechanical installation. The 
calculations shown here are typical for a stand-alone PV 
system. But PV design is very system specific, and the 
calculations will be different for other PV systems. 

The PV system detailed in this article will provide 
electricity for a residence located about 0.5 miles (0.8 km) 
from the utility grid in rural New Mexico. The PV array 
consists of twenty, 165 watt PV modules — 3,300 watts DC at 
standard test conditions (STC) of 1,000 watts per square 
meter of irradiance and a module temperature of 25°C (77°F). 



See Code Corner in HP94 for a description of the loads and 
system. References to the NEC are presented in brackets. 

PV Source Circuit Calculations 

The PV source circuits consist of the wiring from the 
modules to the combiner box. 

Overcurrent Protection — Step 1. Overcurrent protection 
is required for each ungrounded conductor. The first 
overcurrent device is a fuse installed in series with each 
string of two modules. The fuse size for each of the ten PV 
source circuits was determined by meeting several 
requirements. The first requirement is to allow PV output to 
flow unimpeded to the charge controller. By multiplying the 
module short circuit current (Isc) of 5.46 amps by two 
adjustment factors of 1.25, we get a design current of 8.52 
amps (5.46 x 1.25 x 1.25 = 8.52). 

One of the 1.25 adjustment factors is due to expected and 
normal module current outputs above the rated value 
around solar noon. The other 1.25 factor is related to the 
NEC requirement to keep overcurrent devices and 
conductors from operating above 80 percent of rating (1 -r 
1.25 = 0.80). 

Although a 9 amp fuse is the next highest standard 
value above the design current of 8.52 amps and is 
available by special order, a 10 amp fuse is more commonly 
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available and will meet all 
requirements for conductor ampacity 
and overcurrent protection discussed 
below. The above calculation 
determines the basic minimum fuse 
rating and conductor ampacity 
required by the NEC [690.8-9]. 

Module Conductors. The Sharp 
165 modules we chose have #14 
(2 mm 2 ) pigtail leads and no junction 
box. The ampacity of a #14 USE-2 
conductor in free air is 35 amps at 
30°C (86°F) [310.17]. The ampacity 
temperature correction factor for an 
estimated maximum 75°C (167°F) 
module operating temperature is 0.41 
[310.17]. See the table on page 97. 

The ampacity of conductors and 
temperature correction factors can be 
found in the NEC [310.15 and Tables 
310.16 (conduit installations), 310.17 
(free air installations)]. The correction 
factor is multiplied by the conductor 
ampacity at 30°C (86°F) to determine 
the corrected ampacity at the elevated 
operating temperature. The temper- 
ature-corrected ampacity of the #14 
conductor at 75°C is 14.35 amps. (0.41 
x 35 = 14.35). 

We will splice #10 (5 mm 2 ) USE-2 
conductors to the #14 pigtails. Their 
ampacity in free air is 55 amps at 30°C 
[310.17]. Some of these conductors will 
touch the backs of the PV modules and 
are therefore exposed to 75°C module 
operating temperatures. The temper- 
ature correction factor for an estimated 
maximum 75°C module operating 
temperature is 0.41. The temperature- 
corrected ampacity of the #10 
conductor at 75°C is 22.55 amps (0.41 x 
55 = 22.55). 

Overcurrent Protection — Step 2. 
Ten, 10 amp fuses protect the module 
conductors from excess currents from 
the battery or from parallel strings of 
modules. The fuse rating is equal to 
the maximum module series fuse of 10 
amps (marked on the back of the 
module), which protects the internal 
connections of the module. It cannot be 
more than this marked value. It is less 
than the cable ampacity of 14 amps 
(#14) or 23 amps (#10), and protects 
both conductor sizes used in the 
module wiring in this system. 

The fuse rating is above the 
required rating of 8.52 amps needed to 
carry the current from each module. 



These fuses are installed in the DC 
combiner boxes that combine the 
outputs of the ten modules in each 
subarray to the two circuits running to 
the charge controllers. RV Power 
Products MPPT PV charge controllers 
are being used with a 48 volt input and 
a 24 volt output. 

Voltage Drop Calculations. 
Although voltage drop calculations are 
not an NEC requirement, the length of 
your wire runs should be a factor that 
you consider in system design. In our 
design, each PV module has a 50 inch 
(127 cm) length of #14 (2 mm 2 ) 
conductor connected to a length of #10 
(5 mm 2 ) conductor to reach the 
combiner box. The maximum length 
(for both the positive and negative 
conductors) in any of the source 
circuits totals about 20 feet (6 m). 

Just meeting 
code ampacity 
requirements 
may not always 
yield an efficient 
system. 

Wire resistance is specified in ohms 
per 1,000 feet (305 m) of conductor 
length. [Ch. 9, Table 8]. To determine 
the total resistance for a wire run, the 
wire resistance in ohms per 1,000 feet 
is multiplied by the number of feet and 
then divided by 1,000. If we considered 
(for simplicity) that the entire run of 
cable is #14 (with a resistance of 3.14 
ohms per 1,000 ft.), the resistance 
would be 0.0628 ohms (20 x 3.14 -f 
1,000 = 0.0628). 

Using the formula, voltage = 
amperage x resistance (V = I x R), we 
can determine the voltage drop. At a 
peak power current of 4.77 amps 
(Imp), the conductors attached to each 
set of two modules have a voltage 
drop of 0.3 volts (4.77 x 0.0628 = 0.299). 
To figure out the percentage of voltage 
drop as a result of resistance, you 
divide the voltage drop by the nominal 



system voltage and multiply by 100 
percent. On a 48 volt system, this is a 
0.625 percent loss on the longest circuit 
(0.3 - 48 x 100 = 0.625). 

With a portion of the circuit 
consisting of a #10 (5 mm 2 ) conductor, 
and on circuits where the circuit length 
is less than 20 feet (6 m), the voltage 
drop and power loss (which is 
expressed as the same percentage 
because P = V x I) are even less. It is not 
practical to use a larger size cable at 
this point because the combiner box 
accepts no conductors larger than a 
#10 conductor. 

PV Output Circuit 
Calculations 

The PV output circuits include all 
the wiring from the combiner box to 
the charge controller. 

Conductor Sizing. The next step in 
the system design is to calculate the 
size of the conductors between the PV 
combiner boxes and the DC power 
center. Pairs of modules are series- 
connected in sets of two for a 48 volt 
nominal output. Five strings (sets of 
two) of modules are paralleled in each 
combiner box. 

The continuous output current 
from each of the combiner boxes (for 
conductor ampacity calculations) is 
determined by multiplying the 
number of paralleled strings of 
modules (five) by the short-circuit 
current (5.46 amps) of each string, and 
then by a current adjustment factor of 
1.25 to yield an expected current of 
34.125 amps (5 x 5.46 x 1.25 - 34.125) 
[UL Standard 1703, 690.9]. An 
additional 1.25 factor is then applied to 
get a current of 42.65 amps, and this is 
the current on which the conductor 
size and the overcurrent device must 
be based (34.125 x 1.25 = 42.65) [690.9]. 

Ambient temperatures for this 
system are 45°C (113°F) around the 
exposed portions of the metal conduits 
running from the combiner box to the 
DC power center. But the conductor 
ampacity tables [310.16] are based on 
30°C (86°F) ambient temperatures, so 
we must use temperature correction 
factors to select a properly sized 
conductor. 

For 90°C (194°F) insulated 
conductors (RHW-2 or THWN-2) in 
conduit, the temperature correction 
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factor is 0.87 at an ambient temperature of 45°C (113°F) 
[310.16]. To determine the required ampacity for the 
conductor at 30°C (86°F), divide the 42.65 amps by the 
temperature correction factor to get 49 amps (42.65 -r 0.87 = 
49). Use this number to find the proper wire size on the 30°C 
ampacity tables in the NEC [310.16]. 

This ampacity value of 49 amps dictates that a #8 (8 
mm 2 ) conductor be used. We can verify our selection by 
working the calculation backward. A #8 conductor in 
conduit has a 30°C ampacity of 55 amps [310.16]. At 45°C, 
the ampacity is corrected to 47.9 amps (55 x 0.87 = 47.9), 
which exceeds the requirement of 42.65 amps. 

Voltage Drop Calculations. (Not an NEC requirement) 
From the combiner boxes located across the driveway from 
the house to the DC power center, the total conductor 
distance (positive and negative conductors) is 300 feet (90 
m). The resistance of a #8 (8 mm 2 ) conductor is 0.778 ohms 
per 1,000 feet and for the 300 foot length, the resistance is 
0.233 ohms (300 x 0.778 - 1,000 = 0.233) [Ch. 9, Table 8]. 

At the maximum power point for the PV array, the five 
strings of modules with a current of 4.77 amps each generate 
23.85 amps when connected in parallel in the combiner box 
(5 x 4.77 = 23.85). The voltage drop in each of the PV output 
circuits is calculated by multiplying the current by the 
resistance, and is 5.56 volts (23.85 x 0.233 = 5.56). In a 48 volt 
system, this represents an 11.6 percent voltage drop, which 
also represents an 11.6 percent power loss (5.56 -r 48 x 100 = 
11.58). 

Just meeting code ampacity requirements may not 
always yield an efficient system. A design goal (not a code 
requirement) was to keep the voltage drop and power loss 
below 2 percent. This required increasing the size of the PV 
output circuit conductors. 



Laying out the energy conversion equipment. 




A 2 percent voltage drop can be translated into a drop of 
0.96 volts on a 48 volt system (48 x 0.02 = 0.96). The 
allowable maximum conductor resistance can be calculated 
by dividing the maximum voltage drop (0.96 volts) by the 
current (23.85 amps). This yields 0.04 ohms for the entire 300 
feet of conductor (0.96 -r 23.85 = 0.04). The resistance per 
1,000 feet would need to be 0.133 ohms (0.04 + 300 x 1,000 = 
0.133) or less. This indicates that a #1/0 (5 mm 2 ) conductor 
should be used, which has a resistance of 0.122 ohms per 
1,000 feet [Ch. 9, Table 8]. 

Using this #1/0 (53 mm 2 ) conductor with a resistance 
of 0.122 ohms per 1,000 feet yields a voltage drop of 1.82 
percent when carrying 23.85 amps (0.122 x 300 -r 1,000 x 
23.85 -f 48 x 100 = 1.82). A larger conductor could be used 
to reduce the voltage drop and power loss even further. 
Using a #2/0 (67 mm 2 ) conductor, for example, would 
reduce the voltage drop to 1.44 percent (0.0967 x 300 -f 
1,000 x 23.85 t- 48 x 100 = 1.44). This is not a very significant 
decrease in the voltage drop or power loss. Also, #2/0 is 
larger than the terminals on some of the equipment will 
accept. 

The one-time expense of the larger wire should be 
weighed against the loss in energy over the life of the 
system. It usually pays to install the largest conductor that 
can be easily connected to the devices at each end. Stand- 
alone PV energy has been estimated to cost as much as US$2 
per kilowatt-hour over the 20 to 30 year life of a system! 
Why go to the trouble of eliminating hidden loads and 
increasing the efficiency of all other loads, or choosing a 
more efficient inverter and charge controller when you don't 
address a constant (forever) loss of PV energy (and power) 
due to smaller than maximum (although code compliant) 
conductor sizes. 

Overcurrent Protection. The DC 

circuit breakers used in the power 
center for PV output circuit 
overcurrent protection are rated at 100 
percent duty in their listed enclosures 
and do not require an NEC 80 percent 
derating [690.8(B)(1)EX]. These circuit 
breakers are mounted in the power 
center and protect the PV output 
conductors from overcurrent from 
possible backfed current from the 
H batteries or the inverter. These circuit 
breakers must be rated to carry the 
continuous short-circuit current of 34 
amps, determined previously when 
making calculations for conductor 
sizing (5 x 5.46 x 1.25 - 34.125). The 
second 1.25 factor is not used in this 
calculation because the circuit breakers 
do not have to be derated to 80 percent 
of rating. 

Circuit breakers rated as low as 35 
amps could have been used. We are 
using circuit breakers rated at 75 amps. 
They were ordered when the PV 
modules were going to be connected 
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Conductor Temperature Correction Factors 



Conductor 



Temp. 


Types 


Rating 




75°C 


RHW 


(167°F) 


THHW 




THW 




THWN 




XHHW 


90°C 


RHH 


(194°F) 


RHW-2 




THHN 




THHW 




THW-2 




THWN-2 




USE-2 




XHH 




XHHW 




XHHW-2 



Ambient Temperature; °C & (°F) 



21-25 
(70-77) 



26-30 
(78-86) 



31-35 
(87-95) 



36-40 
(96-104) 



41-45 
(105-113) 



46-50 
(114-122) 



51-55 
(123-131) 



56-60 
(132-140) 



61-70 
(141-158) 



71-80 
(159-176) 



1.05 



1.00 



0.94 



0.88 



0.82 



0.75 



0.67 



0.58 



0.33 



None 



1.04 



1.00 



0.96 



0.91 



0.87 



0.82 



0.76 



0.71 



0.58 



0.41 



For ambient temperatures other than 30°C (86°F), multiply the 30°C ampacities [310.16, 310.17] by the appropriate factor. 
Source: NEC 2002 



for 24 volts rather than the present 48 volts. These breakers 
protect the #1/0 (53 mm 2 ) conductors, which have a 
temperature-corrected ampacity of 148 amps — 170 amps at 
30°C times 0.87 correction factor for 45°C operating 
temperature (170 x 0.87 = 148). 

The two, 75 amp circuit breakers are connected to a 
single, 175 amp circuit breaker mounted in the same 
enclosure as the battery disconnect. This 175 amp circuit 
breaker serves as the main PV disconnect, and is connected 
to the conductors going to the battery. Conductors sized at 
#1/0 are used to connect this breaker to the main battery 
circuits and to the 75 amp breakers. 

Equipment-Grounding Conductor Size. For this 
ground-mounted PV system, NEC 690.45 requires that the 
PV array equipment-grounding conductor be able to carry a 
current equal to the continuous current from the modules 
(each set of ten), which is calculated by multiplying the 
short circuit current (Isc) of 27.3 amps (5 x 5.46 = 27.3) by an 
NEC factor of 1.25, which in this case yields 34.1 amps (27.3 
x 1.25 = 34.1). This requires a #10 (5 mm 2 ) equipment- 
grounding conductor. 

NEC 250.122(B) requires that this conductor be increased 
in size if the circuit conductors are increased in size for 
voltage drop. Circuit conductors were increased from #8 
(8.4 mm 2 ) to #1/0 (53.5 mm 2 ), a ratio of 6.4 to 1. Applying 
this ratio to the #10 (5 mm 2 ) conductor indicates that the 
equipment-grounding conductor should be increased to 
about a #2 (33 mm 2 ) conductor. A #2 black, insulated 
conductor is marked on both ends with green tape and 
routed in each conduit containing the #1/0 circuit 
conductors. 

Conduit Fill. "Conduit fill" refers to the number of wires 
of a particular size and type allowed in a particular size of 
conduit. There are no short-cuts or easy explanations about 
conduit fill. The code and all electricians handle it with 
numerous tables (more than 50) that are a function of the 



exact conductor type, exact conductor size, and the conduit 
material, type, and size. The NEC tables must be used. 

We chose a 2.5 inch (64 mm) conduit to use from the PV 
array location to the DC power center, and it carries the four, 
#1/0 (53 mm 2 ) circuit conductors and the #2 (33 mm 2 ) 
equipment-grounding conductor. There is additional room 
in this conduit for using larger conductors if additional 
modules are ever added to the array. The conduits are run 
underground and beneath the concrete slab of the house 
from the array to the DC disconnect. The house is built on a 
pad made of sand so the trenching was easy. 

A T will be installed near the combiner boxes at the PV 
array. The single, #2 (33 mm 2 ) equipment-grounding 
conductor will be spliced into two (one to each combiner 
box). Separate 1.5 inch (38 mm) conduits will run from the T 
to each combiner box. 

Battery to Inverter Circuit 

Conductors. The inverter has a 24 VDC nominal input 
and a rated AC output of 4,000 watts at 120 VAC. At the 
lowest battery voltage of 22 volts, the inverter efficiency is 
85 percent. A maximum continuous DC input current for the 
inverter is calculated using the AC power output divided by 
the inverter DC-to-AC efficiency to get a DC power input. 
This DC power input is then divided by the lowest input 
battery voltage to get a continuous DC input current of 214 
amps (4,000 -f 0.85 + 22 = 214). An additional factor of 1.25 is 
used to allow for the 80 percent conductor derating required 
by the NEC. The resulting ampacity requirement is 267 
amps (1.25 x 214 = 267) for the conductors between the 
inverter and the batteries [690.8(A)(4)]. 

A 90°C (194°F), 300 kcmil (152 mm 2 ) conductor has an 
ampacity of 291 amps when used in conduit and corrected 
for an operating temperature of 40°C (104°F) (320 x 0.91 = 
291). We chose to use two, #2/0 (67 mm 2 ) conductors 
connected in parallel (four in conduit). Each of these #2/0 
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conductors has an ampacity of 195 amps when used in 
conduit at 30°C. Using these two conductors instead of the 
one above required that a conduit fill correction factor of 0.8 
and a temperature correction factor of 0.91 be used to 
calculate their combined ampacity of 284 amps (2 x 195 x 0.8 
x 0.91 = 284). 

Conductors #1/0 (53 mm 2 ) and larger may be connected 
in parallel to increase the ampacity if they are exactly the 
same length and connected at each end in exactly the same 
manner to the same point. When large conductors are 
required, paralleling smaller conductors to achieve the 
required ampacity is common practice. Besides, the 
Heinemann GJ 250 circuit breaker that we used will accept 
no conductor larger than 250 kcmil (127 mm 2 ). Nearly all 
electricians start paralleling conductors above #4/0 (107 
mm 2 ) because the ampacity does not go up as fast as the 
conductor size increases. 

Terminal Temperature. Most overcurrent devices have 
upper limits on the temperature at which their terminals are 
allowed to operate. If these temperatures are exceeded, the 
device may be subject to nuisance trips and premature 
failures. 

We must estimate the actual temperature of the 90°C 
insulated conductor when carrying actual currents to ensure 
that the conductor temperature is not higher than the 
terminal to which it is connected. This estimation is made by 
taking the same size conductor (2 x #2/0 in this case) and 
finding the temperature derated ampacity when these 
conductors are insulated with an insulation having the same 
temperature rating as the terminal (in this case 75°C). 

We can look up the 30°C ampacity of the paralleled #2/0 
conductors in the 75°C insulation column in Table 310-16, 
apply the new (75°C insulation/ 45°C ambient) temperature 
correction factor and the conduit fill factor (0.8) to get the 
ampacity of the cable. If the actual currents in the cable are 
lower than this ampacity, then we can be assured that the 
cable will operate below 75°C. 

The actual maximum continuous current of 214 amps is 
less than the conduit fill and temperature-corrected 
ampacity of a pair of 75°C (167°F) insulated #2/0 (67 mm 2 ) 
conductors (2 x 175 x 0.8 x 0.88 = 246), so the terminals on 
the batteries and circuit breakers always operate below their 
temperature rating of 75 °C. 

Battery Disconnect. The battery disconnect is a 250 amp 
circuit breaker rated for 100 percent duty in its listed 
enclosure. This breaker serves as overcurrent protection for 
the battery cables and as a disconnect for the batteries. This 
circuit breaker can carry the continuous current of 214 amps 
and also protects the paralleled #2/0 (67 mm 2 ) conductors 
between the disconnect and the inverter. A 2 inch (51 mm) 
conduit is used between the inverter and the battery 
disconnect and between the disconnect and the first battery 
enclosure. 

Battery String Circuits. The four, 6 volt batteries in each 
string are connected in series using 1 /8 by 1 inch (3 x 25 mm) 
copper bus bars in free air that have an equivalent area of 
#2/0 conductors (ampacity is greater than 300 amps). The 
four strings of batteries (four batteries per string) are 
connected in parallel using high current terminal blocks 



with #2/0 conductors running from the common terminal 
block (one positive, one negative) to the ends of each battery 
string. The ampacity of each of these conductors at 30°C 
(86°F) is 265 amps in free air, which is significantly more 
than the 54 amps (one-fourth of the 214 amps continuous 
current) that they may be expected to carry. 

This oversizing allows for battery aging, where one of the 
four battery strings may have to carry higher current than the 
other three strings. In fact, with an ampacity of 265 amps, the 
conductors in a single string of batteries could carry the entire 
214 amps maximum expected continuous current. 

DC Circuit Equipment-Grounding Conductors. The 
battery enclosures are nonconductive, so no equipment- 
grounding conductors are required between the battery 
enclosures and the battery disconnect. The battery disconnect 
is in a metal enclosure and is connected to the inverter with 
metal conduit, providing the equipment-grounding 
conductor. A #6 (13 mm 2 ) bare equipment-grounding 
conductor is also used between the inverter and the 
disconnect to provide additional insurance of good bonding. 

A #6 bare conductor is used as an equipment-grounding 
conductor between the generator and the enclosure 
containing the 175 amp battery starting circuit breaker. This 
enclosure is also bonded to the main battery /inverter 
disconnect with a #6 bare copper conductor [Table 250.122]. 

The pump circuit uses a #8 (8 mm 2 ) equipment- 
grounding conductor — oversized from the #14 (2 mm 2 ) 
minimum requirement by NEC 250.122. The DC lighting 
circuit uses a #14 equipment-grounding conductor. 

AC Circuits 

Generator to Inverter. The rated continuous AC output 
current of the generator is 54.2 amps at 120 volts (6,500 
watts) up to an elevation of 3,000 feet (915 m). At an 
estimated elevation of 4,500 feet (1,370 m), the output 
current is reduced to about 51 amps because of lower air 
pressure. The generator manual gives the correction factor 
of 0.9475 (54.2 x 0.9475 = 51). 

Increasing the output current of 51 amps by a factor of 
1.25 to meet code requirements yields a required cable 
ampacity of 64 amps (1.25 x 51 = 63.75). A #4 (21 mm 2 ), 90°C 
(194°F) conductor in conduit at 40°C (104°F) has a 
temperature-corrected ampacity of 86 amps (95 x 0.9 = 85.5). 

Checking Terminal Temperatures. The actual generator 
current of 51 amps is less than the temperature-corrected 
ampacity of a #4, 75 °C insulated conductor, which is 
calculated, using the NEC tables, to be 75 amps (85 x 0.88 = 
75). So the circuit breakers protecting these conductors 
operate with terminal temperatures of less than their rating 
of 75°C. 

A 70 amp circuit breaker is used at the generator to serve 
both as overcurrent protection for this circuit and as a 
disconnect located outside at the generator. The 70 amp 
overcurrent protection dictates a #8 (8 mm 2 ) equipment- 
grounding conductor for this circuit [250.122]. 

A 1 inch conduit is used between the generator and the 
inverter bypass switch to carry the two, #4 (21 mm 2 ) 
conductors and the #8 equipment-grounding conductor 
[Ch. 9, Table C-10]. 
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Inverter Output. The continuous output of the inverter 
in the inverting mode is about 33 amps. That is calculated by 
dividing the rated inverter power of 4,000 watts by the AC 
output voltage of 120 volts (4,000 -f 120 = 33.3). In the battery 
charging mode, the inverter may draw up to 51 amps from 
the generator and send it to the house AC load center. The 
NEC 1.25 factor increases the needed conductor ampacity to 
64 amps (51 x 1.25 = 63.75). A #4 (21 mm?) conductor in 
conduit at 40°C (104°F) has a temperature-corrected 
ampacity of 86 amps (95 x 0.91 = 86). 

A second 70 amp circuit breaker (part of the inverter 
bypass switch) is mounted near the inverter in the AC 
output circuit of the inverter and provides overcurrent 
protection and a disconnect for the AC circuit to the house 
AC load center. Once again, the 70 amp overcurrent 
protection requires the use of a #8 (8 mm 2 ) equipment- 
grounding conductor [250.122]. 

Calculation Process 

This calculation process is lengthy, but it is necessary to 
achieve a safe, code-compliant, reliable, and durable system. 
If you have questions about the NEC, or the implementation 
of PV systems that follow the requirements of the NEC, feel 
free to call, fax, e-mail, or write. See the SWTDI Web site for 
technical notes and articles on installing code-compliant PV 
systems and frequently asked questions (and answers — of 
course). 

Sandia National Laboratories sponsors my activities in 
this area as a support function to the PV industry. This work 
was supported by the United States Department of Energy 
under Contract DE-FC04-00AL66794. Sandia is a 
multiprogram laboratory operated by Sandia Corporation, a 
Lockheed Martin Company, for the United States 
Department of Energy. 

Access 

John C. Wiles, Southwest Technology Development 
Institute, New Mexico State University, Box 30,001 /MSC 3 
SOLAR, Las Cruces, NM 88003 • 505-646-6105 • 
Fax: 505-646-3841 • jwiles@nmsu.edu • 
www.nmsu.edu/ ~tdi/ pv.htm 

Sponsor: Sandia National Laboratories, Ward Bower, 
Department 6218, MS 0753, Albuquerque, NM 87185 • 
505-844-5206 • Fax: 505-844-6541 • wibower@sandia.gov • 
www.sandia.gov/ pv 

The 2002 NEC and the NEC Handbook are available from 
the National Fire Protection Association (NFPA), 11 Tracy 
Dr., Avon, MA 02322 • 800-344-3555 or 508-895-8300 • 
Fax: 800-593-6372 or 508-895-8301 • custserv@nfpa.org • 
www.nfpa.org ^ 



How COOL Is this? 



riir^F^UMC-rafy 
ioLAjCL-70ivrht;i irrT 

jt 12-4tfi«k 
EJL LCSTEO 

■ glut; includes an 
flS-Jl? ™nrn port 

■ oura drrtDEa Larcp^r 
c,ih!e mvtn nwrr 

■ i ir l -i i 'l 

roof* M^matiwt 

■ aun Jilts a- Syrar 
uuty 




1 CUH £Vn^A(itV*ly 



VERY... 



.Much Li^-.-l llfll 111! ilhl p+I^KJn- 
'li-iiuil iJviipi kwyn lln l/i-iur i \k, -mI n-.; 

M km lennslurii. miraLiiiu rHul>.lrt 

dill I'IihJui I llilriji i-r Juhul 1 1 • ■ H j 1 1 
"V'ii/Lll ■■■ >Ji ■ Jlr. UJT bCUKd hlTMlfctf 

lulh'is i hrir^ i|iL; IhhI i mnn-J >p 
■li'.-.n-.-'iii nyiljl h-n 

AMOHNINGSTAR 

■!■¥* r -b t p m r ■ nlv n 

i-v-Li vbh, pa r a?7T uu 

■•Il^inii n,J « ■ r| ■ inn 



Aim Solar 




Aim Solar Corporation is a distributor of 
High Quality 12 Volt and 24 Volt Solar 
Street Lighting Systems, Solar Traffic & Caution 
Signals, and Marine Solar Lanterns. 

PLEASE VISIT OUR WEBSITE AT: 

WWW.AIMSOUVR.COM 



Aim Solar Corporation 

PO Box 618, Jamestown, CA 95327 
Office: 209.984.0735 • Fax: 209.984.4074 • Cell: 20< 
Email: aimsolar@aimsolar.coi 
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ENERGY EXPO AND CONFERENCE 

Smart Solutions for a Cleaner World 




Presented by the Pace University Energy Project with support 
from the New York State Energy Research & Development Authority 
Hosted by the Palisades Interstate Park Commission 

SEPTEMBER IS 13TH, 

BEAR MOUNTAIN STATE PARK, NEW YORK 
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www.rechargeexpo.com or contact Dorice Madronero at 
(914) 422-4415 or dmadronero@law.pace.edu 
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Saturday & Sunday August 2nd & 3rd 2003 
at the Fairplex in Pomona. The Expo starts 
at 9:00 AM and ends at 5:00 PM. Please call 
888-647-6527 for additional information. 
Or visit: Http://www. socalenergyexpo.com 



Discover what's new at the 

2003 Southern California 
Renewable Energy Expo 

The Greatest Renewable Energy Show On Earth ! 

Saturday & Sunday August 2nd & 3rd at the Fairplex in 

Pomona 9 to 5 PM 
The 2003 expo will of course feature the latest advances in 
Solar, Wind, Hydro and Fuel Cells, but that's only the 
beginning ! This year we're excited to be able to round out 
the show by adding all of the following exhibits. 



Hybrid Automobiles 
Solar Cooking 

Alternative Building Materials 
Energy Efficiency 
Straw Bale Construction 
Net Metering 



Green Building 
Solar Water Pumping 
Solar Water Heating 
Electric Cars 
Biodiesel 

Becoming a Solar Dealer 



2002 Expo - "What a great fair this is. We were deluged with 
attendees all day long, and the people in the Los Angeles area 
were obviously hungry for this information" 
Michael Welch - Home Power Magazine 



Attention alternative energy dealers, distributors and manufacturers: For a limited time we are offering 
early bird registration savings. Please call 1-888-647-6527 Ext. 103 to book a space. 



Hosted by Solatron Technologies Inc. 
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103 



independent power providers 



A Cliff Hanger 



Don Loweburg 

©2003 Don Loweburg 



In my last column, I discussed exit fees, ownership of renewable energy 
credits (green tags), and interconnection fees confronting 
California utility customers who install solar-electric 
systems (net metered and not). The solar energy 
industry's position was presented, but as we went to 
press, there was no definitive outcome to report. Like 
a Saturday matinee serial, we closed with the solar 
good guys hanging over a cliff, assaulted from all 
directions by the evil forces of utilities in collusion 
with elements of state government. 



EXIT 



One of the arguments made by 
CALSEIA's legal council against exit 
fees, as proposed in the utility advice 
letters mentioned last issue, was that 
the whole question of exit fees was 
being handled in the formal 
proceeding underway at the CPUC 
(Rulemaking 02-01-011). It was felt that 
solar generation would fare well with 
the commissioners since they had 
ruled favorably in earlier proceedings 
regarding solar generation (ICE-T). 

Shortly after IPP94 went to press, 
the CPUC issued a proposed decision 
(Pulsifer, 1/28/03) that was totally 
unfavorable to solar generation. 
Basically, PV was treated like any other 
form of distributed generation (DG), 
and an "exit fee/ 7 estimated to be from 
2 to 5 cents per KWH, was proposed. 
Administrative Law Judge Pulsifer 
applied a fairness argument asserting 
that all distributed generation created 
a "departing load," and customers 
installing independent generation at 
their sites must cover their fair share of 
the state of California's financial 
burden. This burden was created last 
year when the state purchased future 
power contracts at prices far above 
current market prices. The state is 



attempting to recover lost revenue via 
utility billings. In essence, the state is 
colluding with the utilities in this. 

Fortunately, Pulsifer 's decision was 
not to be voted on by the PUC until 
February 27, 2003. Immediately 
following the public release of the 
proposed decision, an organized 
response was initiated. A diverse 
network of interests, ranging from 
environmental groups, solar man- 
ufacturers, solar trade organizations, 
installers, solar users, and the public at 
large began a letter and e-mail 
campaign opposing the imposition of 
exit fees on solar generation. In the 
public's mind, the decision on this 
"solar tax," as the issue came to be 
known, was very simple — it was 
unfair. How can the utilities charge for 
what customers do not use? My 
partner Cynthia made this analogy. 
"Imagine putting in a garden, only to 
later receive a bill from the local grocer 
for his lost profit arising from unsold 
groceries." 

Solar Tax 

Local radio stations began 
reporting on the issue of the "solar 
tax." Newspapers up and down the 



state ran articles such as: "PUC 
Proposal to Tax Solar Power Could 
Chill Climate for Fuel Savings" (San 
Francisco Chronicle, February 16, 2003); 
"Two Proposals Could Darken Solar 
Industry" (Silicon Valley Business 
Journal, February 17, 2003). Our 
business office began getting calls 
asking about the "bogus solar tax." 
Many callers, correctly or not, 
attributed the solar tax to Governor 
Davis. During a recent home show, at 
least half the folks who stopped asked 
about the solar tax. This high volume 
of publicity had both positive and 
negative effects. 

The immediate negative result of 
the publicity was that many potential 
customers reconsidered the wisdom of 
installing PVs on their homes if they 
were to be taxed for doing so. Many 
commented on the schizophrenic 
behavior of state government, 
simultaneously giving incentives and 
punishing the installation of solar 
generation. Though the California 
emerging renewables program rebate 
resumed March 3, 2003, many people 
said that they will remain on the 
sidelines until the exit fee issue is 
resolved. 
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On the other hand, the publicity 
had a very positive effect. It generated 
thousands of letters and e-mail 
messages directed to the governor and 
the commissioners on the Public 
Utilities Commission. In addition, 
official comments rejecting the 
Pulsifer proposal were filed with the 
commission by organizations such as 
C ALSEIA and the Union of Concerned 
Scientists. Also, during the month 
between the initial filing of the 
Pulsifer decision and the date 
scheduled to vote on it, two alternate 
decisions authored by commissioners 
Lynch and Peevey were submitted. 
The Lynch proposal exempted net- 
metered PV systems, but maintained 
exit fees for non-net-metered solar 
generation. The Peevey proposal 
exempted all PV systems 1 MW or 
smaller from exit fees, and was 
endorsed by CALSEIA and the solar 
community. 

Strong Showing 

On February 27, the day of the 
scheduled vote, over 100 people 
attended the meeting. Following about 
twenty short comments supporting the 
abolition of all exit fees on solar 
generation, the commissioners made 
some comments to the effect that they 
had never seen such a strong showing 
of support on any issue. At this point 
in the meeting, they postponed the 
vote and rescheduled it for their next 
meeting, March 13, 2003. 

Regretfully, at the March 13th 
meeting the decision was postponed 
again to April 3. Late breaking news: The 
vote is in; customer-owned RE systems are 
exempt from exit fees. 

In addition to the public and 
industry letter writing and media 
campaign for the abolition of exit fees 
on solar generation, backup legislation 
was initiated. California assembly- 
person Leno introduced AB1684, 
which in the final section states: 
"Notwithstanding any other law, the 
commission shall not impose any cost 
responsibility surcharge for customer 
solar generation." 

Though I believe we will continue 
to prevail in issues regarding solar 
distributed generation, I want to point 
out that inadequacies in recent 
legislation are the sources of these 



challenges. This is in no way a 
criticism of the hard work done by our 
solar lobbyist and advocates in the 
legislature. To get anything done, 
considerable dealing is required. The 
familiar comment regarding legis- 
lation and sausage comes to mind — 
you don't want to see either being 
made. 

Lessons to Learn 

However, there is value in 
understanding and learning from each 
experience. Each of the challenges 
discussed last issue — exit fees, 
interconnection fees, and ownership of 
renewable energy credits — were set, 
like land mines, within last year's 
"successful" solar legislation enacted 
in California. For example, AB58 (1 
MW net metering) contained the seeds 
for exit fees and interconnection fees 
while SB1078 (renewable portfolio 
standard) was unclear regarding 
ownership of green tags. In each case, 
considerable cleanup activity is 
required later down the line. 

Clearly, the road to a renewable 
energy future is going to be a long one. 
Because distributed, customer-owned 
renewable generation erodes utility 
revenue (both from generation and 
distribution), it should be clear that 
we will encounter persistent 
opposition from investor-owned and 
municipal utilities. For example, in 
California, our 1 MW net metering law 
caps new intertie installations at 0.5 
percent of the state's total system 
capacity. Now if we are serious about 
renewables, we must realize that this 
is a crippling limitation to a true 
renewable future. Personally, I believe 
at least 20 percent of system load 
could be served by distributed solar 
energy systems (including solar 
thermal) in California. 

In other words, we have a long way 
to go, and judging from the cost and 
effort to get this far, it will be tough. So 
the solar energy industry needs to be 
tough. We need to be tough 
competitors. We need to be tough 
politically. Those who assert that 
energy and politics should not mix 
must be on another planet — and thank 
god I am hearing less and less of the 
"win-win, let's partner with the 
utilities" pabulum. 



Shift to a Renewable DG 
Consciousness 

A significant shift is occurring in 
California. Because incentive pro- 
grams are now developing a real 
market here, we are attracting the 
resources to continue expanding. This 
year, some major manufacturing 
companies have formed a sub- 
committee within CALSEIA. Members 
of the new policy committee include 
Kyocera, SMA, Powerlight, Shell Solar, 
BP Solar, Sharp Electronics Solar 
Division, AstroPower, Schott, Solar 
Depot, and SMUD. The purpose of the 
policy committee is to significantly 
increase the effectiveness of our 
lobbying activities at the California 
State Capitol and Legislature. These 
companies have contributed to a 
special fund for this purpose. 

Finally we are seeing a shift in 
perspective at many levels of 
governmental bureaucracy. At the 
federal level, the national energy labs 
are conversant in the language of 
renewable distributed generation. 
State energy commissions and utility 
commissions are beginning to 
understand that they must shift their 
understanding away from the old 
paradigms of monolithic utility 
franchise and adopt policies fostering 
renewable distributed generation. 

Access 

Don Loweburg, IPP, PO Box 231, 
North Fork, CA 93643 • 559-877-7080 • 
i2p@aol.com • www.i2p.org 

A few of the many organizations 
helping to stop exit fees on RE systems 
in California: 

www.cooperativecommunityenergy.com 

www.votesolar.org 

www.californiasolarcenter.org 
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Original Magazine Layouts & More 

Color • Indexed • Searchable • Exportable • Printable 
Adobe Acrobat PDF W format (reader included) 




SolarS: Issues #89 CJune 9 02) 
through #94 (May '033 

A whole year of Home Power magazine in PDF 
format. Over 5,000 pages of renewable energy 
information: spreadsheets for load analysis, wire 
sizing, and the Energy Master for system design; 30 
years of solar insolation data & wind data for 900 sites 
in the U.S.; manuals and spec sheets of popular RE 
equipment; the current InBiz database; and a 
searchable index. 

Solar 7: Issues #83 (June '01) through #88 (May '02) 

Over 5,000 pages of renewable energy information: spreadsheets 
for load analysis, wire sizing, and the Energy Master for system 
design; classic basic articles from the HP archives; 30 years of 
solar insolation data & wind data for 900 sites in the U.S.; manuals 
and spec sheets of popular RE equipment; the current InBiz 
database; and a searchable index. Bonus video clips in QuickTime 
video format. 

Solar B— two CD set, same price: 
Issues #77 (June '00) through #82 (May '01) 

Over 6,000 pages of renewable energy information: spreadsheets, 
and the Energy Master for system design; classic basic articles from 
the HP archives; solar insolation & wind data; manuals and spec 
sheets; energy related government publications; the In Biz database; 
and a searchable index. 

Energy Pathways video CD: 

The basics of renewable energy, and energy use. All in 37 minutes 
of digital QuickTime video format. 

Solar5: Issues #71 (June '99) through #76 (May '00) 

Over 1 ,400 pages of Home Power, guerrilla solar video clip; 5 hours 
of audio lecture (MREF '99) on batteries, inverters, ram pumps, RE 
system Q&A, and solar cooking; spreadsheets for load analysis, wire 
sizing, and system design; 30 years of solar insolation data; and the 
In Biz database. 

Solar4: Issues #61 (Oct. '97) through #70 (May '99) 

Over 1 ,200 pages of Home Power, 3 hours of audio lecture (MREF 
'98) on batteries, inverters, and RE system Q&A; video clips from 
the "RE with the Experts" series; spreadsheets for load analysis, 
wire sizing, and system design; and the In Biz database. 



solar 




Shipping: $S in US 

(Canada $3; International $4) 

SunWorld, the official magazine of the 
International Solar Energy Society says, 
"Together these CDs offer the largest collection 
of useful and practical information on achieving 
energy independence ever available. " 

Solar3: Issues #43 (Oct. '94) through #60 (Sept. '97) 

Over 2,000 pages of Home Power, 2 hours of audio lecture on 
batteries and inverters (MREF '97), spreadsheets for load analysis, 
wire sizing, and system design; an interactive tour of Home Power 
(Funky Mountain Institute); and the In Biz database. 

SolarS: Issues #1 (Nov. '87) through #42 (Sept. '94) 

Contains the original magazine layouts (text & graphics), over 3,900 
pages of Home Power. 

Solarl: Renewable Energy Basics 

A collection of the best renewable energy basics articles from 15 
years of Home Power, audio workshops; video clips; RE resource 
data; and the In Biz database. 



Special Deal: Four or more $25 each. 
All eight CDs $175— that's a $57 savings! 

(Shipping: $8 USA, $9 Canada, $12 International) 

Call 800-707-6585 
PO Box 520, Ashland, OR 97520 • Shop Online at www.homepower.com 
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Expand Your Skills 



Solar & Radiant 
Floor Heating 
Systems 

Consultation & 

Design Services 
• 

Prefabricated Hydronic 
Control Assemblies 

Training Courses 
Call for Information & Brochure 




www.usasolar.net 
(928) 282-5140 




h psolarone.com 

There Is A Difference! 
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Other Stuff 



Besides War 



Michael Welch 

©2003 Michael Welch 

U.S. leaders have sent our country to war. Who knows, 
we may be at war for quite awhile. While obtaining peace 
should be a major objective, I don't think we can afford to 
ignore other important issues that are facing us. 

Lots of things have been marching forward that the Bush 
administration helped put into action before concentrating 
on the war. Things have been set in motion that perhaps the 
public does not want. But the war has blasted these issues 
from media coverage, camouflaged them from the public 
eye, and engaged activists in a quest for peace. 

ANWR 

We dodged a bullet on this one in March. Members of 
the Senate voted 52 to 48 in favor of a bill to remove 
language from the Senate budget resolution that would 
have allowed drilling in the sensitive Arctic National 
Wildlife Refuge (ANWR) on Alaska's North Slope. Senator 
Barbara Boxer (D-CA) and Senator Lincoln Chaffee (R-RI) 
introduced the bill. While most votes were along party 
lines, four Democrats voted for drilling and eight 
moderate Republicans and the Independent member voted 
against drilling. 

Please be sure to thank or spank your Senators — see 
Access for a link to the Senate vote record for this issue. 
While you are communicating with your Senators, be sure 
to ask them and your representative in the House 
to support the Morris K. Udall Arctic Wilderness 



All the critters in ANWR are safe from oil exploits — for now. 



Protection Act, which would finally give wilderness status 
to ANWR. 

We are not done with the ANWR issue yet. This issue will 
continue to be used as a diversionary tactic so that mainstream 
environmental forces won't muster to defend other targets of 
the Bush administration. In fact, exploring in ANWR has 
cropped up yet again in new House energy legislation. Until 
we can finally take the ANWR hill by making it a wilderness 
area, the problem will keep cropping up. 




Photo- by Kea Ma^sen ©2dOY± 



Energy Bill Is Back 

Buried way back on page 8 of section C in of your local 
paper, where only a bunker buster could get to it, was an 
announcement that the first vote on the Bush energy plan 
for 2003 was to take place on April 1st — no joke. The 
House Energy and Commerce Committee was the first to 
consider the Energy and Policy Act of 2003. It is expected 
to sail through this committee, and reach the House floor 
soon thereafter. Our best chance of defeating this bill will 
come in the Senate again this year, where the members 
don't seem quite as willing to give our world away to 
corporate exploitation. 

This new bill contains a lot of bad provisions in it, just 
like the 2001-2002 House bill. The current bill includes 
funding to resurrect programs for reprocessing nuclear 
waste into weapons-grade plutonium. Reprocessing had 
been abandoned in the past because it is so difficult to do 
without releasing radioactive 
contamination into the environment, 
and it goes against previous 
administrations' goals of nuclear 
nonproliferation. Really, this is a 
bailout for the nuclear industry, which 
has not been able to build more 
nuclear power plants in the U.S. for 
many years. It's also a means to keep 
the nuclear weapons industry funded, 
even though we do not need more 
plutonium for nuke weapons. 

The energy bill would form a new 
partnership between the U.S. 
government and the nuclear industry 
by using taxpayer money in not just 
R&D, but in the building of new 
nuclear power plants for utilities and 
other potential plant owners. This 
Bush administration Nuclear Power 
2010 program has the goal of at least 
some nuke power plants by 2010, and 
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a total of 50 (!) new reactors by the year 2050. The bill also 
would reauthorize the Price- Anderson Act, which removes 
nearly all liabilities from plant owners in the case of a major 
nuclear accident. 

As you might imagine, the energy bill's proposed 
government spending for renewables, efficiency, and 
conservation are a drop in the bucket compared to the 
corporate-friendly technologies of nuclear and fossil fuels. 
Though things are likely to change by the time it gets 
through committee and gets a final vote on the house floor, 
the committee version of the Energy Policy Act of 2003 can 
be downloaded from the Promised Files section of the 
Downloads area of Home Power's Web site. 

FERC Admission — Too Little, Too Late 

Yet another significant event happened recently that 
received little notice because of the Iraq conflict. 
Remember that pesky energy "crisis" that California had 
in 2001 and 2002? That was the one where energy 
companies withheld electricity and otherwise manipulated 
the market to gouge excessive profits from ratepayers and 
the state. State regulators and politicians have been trying 
ever since to get reimbursements from the energy 
companies that created these problems. It was up to the 
Federal Energy Regulatory Commission to determine if 
and how much should be refunded. Well, more than two 
years later, FERC finally admitted that Californians were 
gouged by several energy corporations, including Enron 
and five other firms. 

California was hoping to get around US$9 billion 
refunded to it as a result of the overcharges. FERC ordered 
the companies to refund about US$3.3 billion. 
Unfortunately, ratepayers will not see any of that money in 
decreased rates, because in a related setback, FERC ruled 
that California owes energy companies US$3 billion for 
unpaid energy contracts. 

FERC would not allow California to renegotiate around 
US$20 billion in long-term energy contracts that the state 
entered into while it tried to keep energy flowing and prices 
down, even though the state claimed that those contracts 
were over-inflated by the very same market manipulation 
that caused the overcharges. FERC maintains that if there 
had been ample supply, the energy companies would not 
have been able to take advantage of the flaws inherent in 
California's restructured system. 

FERC is once again bowing to the corporations that have 
been allowed to control it. The agency feels the pressure to 
call for more investment in non-RE generation, so there is no 
way they could do anything but claim that the California 
problem was one of not enough supply. 

And things could get worse at FERC. The Senate is 
expected to approve two new Bush appointments to the 
commission, Joseph Kelliher and Suedeen Kelly. Both are 
proponents of federal deregulation plans that would favor 
energy corporations, and remove much control from the 
states. Hold onto your wallets, ratepayers. Time to invest 
in RE. 

Peace and justice. 



Access 

Michael Welch, c/o Redwood Alliance, PO Box 293, Areata, 
CA 95518 • 707-822-7884 • 
michael.welch@homepower.com • 
www.redwoodalliance.org 

March ANWR Senate vote record, see 
www. red woodalliance . org / anwr.htm 

For more ANWR info, see www.arcticwildlife.org & 
www. americanwilderness . org 

Public Citizen's Critical Mass Energy & Environment 
Program, 215 Pennsylvania Ave. SE, Washington, DC 20003 • 
202-546-4996 • cmep@citizen.org • www.citizen.org/cmep 



SOLAR (ELL PHONE CHARGER 

fell Phones 

almost any ToyS 
portable 

Game Boy 
Radio 
Walkman 
CD/MP3/Minidi$c 
Charges 3 AA Batteries 
Anything 6 Volts 

Check, Money Order, Visa, Amex, MC, Discover 
Apex Distribution LLC • 843-361-8688 • www.apexdistributiongroup.com 
936 South Ocean Blvd., North Myrtle Beach, SC 29582 





Battery System 
Monitor 




Displays vital battery system data to help users 
provide better battery care, increase conservation 
awareness and aid system maintenance. 

• Volts • Amps • Amp-hours • Min/Max volts 

• Days since charged • Battery % full 

• Remote beatable • More I 



Bogart Engineering • (83 1) 338-0616 
www.bogartengineering.com 
19020 Two Bar Rd. Boulder Creek, CA 95006 USA 
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Delicious drinking water, 
fresh from the sun sr 
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Solar Water Distillation Products 

P.O. Bo* 4976 Et Paso, Texas 79914 USA 
1-S66-SOLAOUA or {91 5) 822-11 32 
wvYw.solaqua-CQFH - infn@$Qlgqua.corn 
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_ Good Deal " 
or our readers! 



*uy a subscription ($22.50) 

let Solarl cd-rom for only 
119 (regularly $29). 
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To order, get ahold 
of Home Power — 

800-707-6585 
541-512-0201 

www.homepower.com 

PO Box 520, 

lAfibjand 3Z52Q 




Renewable Energy 
Basics 



Visit Our New Web Site! 

Same Great Info, Lots of New Features 

www.homepower.com 

As always, download our current issue for FREE! 
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)l /\ h< TRACKERS 

The Dual Axis Tracking Advantage 




AUTOMAGIC BATTERY WATERING 



The Wattsun AZ-225 Solar Tracker: 

2 KW on a Single Pole! Array Technologies is proud 
to introduce the Wattsun AZ-225 Dual-Axis 
Tracker Drive. With standard PV modules, the 
Wattsun AZ-225 Tracker can rack over 2 kW of PV 
power on a single mount. The heart of the AZ-225 
tracker is an industrial grade, worm-gear motor 
drive. The AZ-225 components are made of 
heavy-duty steel, cast iron and a premium quality ball 
bearing gear drive assembly that supports a sturdy 
aluminum module mounting frame. 

Array Technologies, Inc. Phone: 505-881-7567 

331 2 Stanford NE FAX: 505-881 -7572 

Albuquerque, NM 87107 URL: www.wattsun.com 




WE MAKE WATER FROM YOUR GAS 
Hydrogen and oxygen battery gas catalytically recombined into pure 
water and returned to each battery cell. Keeps battery topped off for 
extended periods of time and reduces maintenance costs. Explosive 
hydrogen gas is virtually eliminated from the battery area. Corrosive 
spray and fumes are contained and washed back into each battery cell. 
Electrolyte kept strong longer, extending the useful power and life of the 
battery. HYDROCAP Vents simply replace the battery's caps. Battery 
maintenance is greatly reduced. Write or call for more information. 

305-696-2504 
975 NW 95 St. 
Miami, FL 33150 

Things that Work! ' 
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www.sunBlco.com • 800-338-6844 




Get yourself into 
Hot Water 



HYDRO-COU 

Stainless Steel Water Heaters 

More than 30% of your wood heat is lost up your chimney. 
Hydro-Coil can show you how to convert your wood stove 
into a water heater, saving you money and energy. 

www.hydro-coil.com 
(530) 272-5096 
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Hydro-Power for Home Use 



• 25 - 30% more efficient than Hi Output Alternator 

• Marine Grade Construction throughout 

• Re-connectable Stator 

• Retrofittable on existing turbine 
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nton Road 
Davenport, CA 95017 
831-425-7652 
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Semiconductor 



Switchable Conductor/Insulator 



Ian Woofenden 

©2003 Ian Woofenden 



Derivation: From Latin semi, half, and 
from Middle English conducten, from 
Latin conducere, to bring or lead 
together, to induce, to employ. 

Electrical energy is transported by charged atomic 
particles — charges. Materials with moveable charges are 
called conductors. Materials that lack moveable charges are 
called insulators. Semiconductors can have qualities of both 
conductors and insulators. 

The charges in conductors are very loosely bound. They 
behave like a "sea" of moveable charges that will flow easily. 
The charges in insulators are very tightly bound. It's tough 
to make them move. 

Metals are generally good conductors, while plastic, 
rubber, glass, and other materials tend to be good insulators. 
This is why electrical wires are copper that is covered with 
plastic insulation, not plastic that is covered with copper. 
The copper lets the charges — and the energy — move, while 
the rubber or plastic insulation around the copper keeps the 
charges from flowing out and causing trouble. 

Structurally, conductors have only a few electrons in the 
outer shell of their atoms, and they give them up easily. 
Insulators have atomic shells that are full or almost full, and 
they don't give the electrons up easily. Semiconductors are 
in the middle, with half-filled outer shells. Pure 
semiconductors are insulators (if poor ones). But with 
doping, and by applying some energy, their electrons can be 
freed, making them into conductors. 

Common semiconductor materials are silicon (the most 
prevalent), gallium, germanium, and selenium. By adding 
minute quantities of other materials (called dopants) to 
these materials, their semiconducting qualities can be 
enhanced, modified, and varied. 

These enhanced semiconductors can be used in a variety 
of ways. Applying light, heat, radiation, voltage, or other 
forces to a semiconductor can make it act like an insulator, a 
conductor, or something in between. 

When they were first discovered, semiconductor 
materials were just a scientific curiosity. But soon many 
applications were found, and today these materials are 
critical for the operation of millions of electronic devices. 
Using these materials has made electronic devices faster, 
smaller, more reliable, and more efficient. Semiconductor 
devices include transistors, integrated circuits, and various 
types of diodes, including light emitting diodes (LEDs). 

A semiconductor device in its simplest form is like a 
switch or faucet. External stimuli can turn this switch on, off, 



or somewhere in between. Before semiconductors, this 
function was handled by vacuum tubes. Tubes typically 
work at very high voltages, generate a lot of waste heat 
(which causes them to wear out), and are more fragile than 
semiconductors. A semiconductor device does the same job 
using less energy, and is much more durable, even though it 
is hundreds of times smaller. A single microprocessor chip 
does the job that a large building full of vacuum tubes did 
before the discovery of semiconductors. 

Computers and other electronic devices rely on 
components turning on and off. This switching is essential 
to the logic operations that make a computer function. 
Semiconductors allow an enormous amount of electronic 
functionality to be built into a very small package. 
Transistors, one of the most common applications, use a tiny 
amount of energy to control a large amount. This is the basic 
principle of amplifiers and inverters. 

In the renewable energy realm, semiconductor materials 
and devices are used in inverters, charge controllers, diodes, 
and PV modules. Modern inverters would be impossible 
without huge (large current) field effect transistors (FETs). 
The inverter is perhaps where transistors have most 
changed our industry. PVs are semiconductor devices — 
photo-diodes. Meters, efficient lighting, and other electronic 
devices rely on semiconductor materials too. 

Semiconductors are basic electronic building blocks. 
Without them, our modern world would look very different. 
They have the ability to act as insulators or as conductors, 
and can be switched in simple and complex ways to make 
our toys and tools work. 



Ian Woofenden, PO Box 1001, Anacortes, WA 98221 
ian.woofenden@homepower.com 



RENEWABLE ENERGY 
DESIGN, SALES, ^ 



AND COMPLETE 
INSTALLATION 



Complete Service: We do solar, wind, solar hot water, 
radiant floor systems, and stand alone well pump systems. 
Site survey, load analysis for both heating and PV-wind systems. 
Quality and competitive prices and service long after the sale. 
Serving New Mexico & Southern Arizona. 
www.positiveresources.net • 505-430-7705 
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Manufacturer of Nautilus, Neptune, 
Niade & Waterhorse turbines. 

Importer of Power Pal turbines 
& HydroMax controllers. 




Water Turbine, Inc. 

2131 Harmonyville Rd., 
Pottstown, PA 19465 

610.469.1858 
Fax:610.469-1859 

www.waterturbine.com 



Dealer J 
inquiries | 
welcome 



OVER STOCKED SALE ! 

Solatron Technologies Inc. is having an 
overstocked sale on premium quality 
ReliaGen ST750-75 75 Watt Solar 
Modules. ReliaGen modules are US made 
and come with a 25 year factory warranty ! 

Only $247.00 Each ! 

Or $511 .00 each for the ReliaGen 
ST1 650 1 55 Watt solar module. 

Minimum order is 2 panels 
Maximum order is 20 panels per customer 

Solatron 



Technologies 



Hrinqiruj yr>u thn pawrtr at thn 
MJII ■it dDWn tD CdFtlk p ri ccs ... 

Call 1-888-647-6527 

Solatron Technologies Inc. 
1 5663 Village Drive Victorville CA 92394 
Http://www.partsonsale.com 




The generation of a megawatt-hour 
Begins with a single module/' 
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of RE 
on CD 



A collection of the 
best RE basics articles 
from 1 5 years of 
Home Power magazine. 
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River Writings 



Kathleen Jarschke-Schultze 

©2003 Kathleen Jarschke-Schultze 

By moving to the Salmon River in California in 1985, I 
became part of a very small, close community After initial 
introductions, I was readily accepted as Bob-O's mail-order 
mate (see HP22). Everyone had heard of me. They all 
wanted to meet me to form an opinion, which would then 
be eagerly discussed with everyone else. 

On the River 

Bob-O lived at the Starveout Mine, halfway between 
Forks of Salmon and Cecilville on the South Fork of the 
Salmon River. Not too far from our mailbox was the 25 mile 
marker of the river road. To get to our cabin, you had to go 
across a small suspension bridge, three planks wide and 
ninety feet (27.5 m) long, that Bob-O had built. It was like 
San Francisco's Golden Gate Bridge, only smaller. 

My first week at Starveout, it snowed. After I crossed 
over the river the first time, a foot of snow fell on the bridge. 
I would not cross back until the snow was gone, shoveled 
off by Bob-O. The bridge would sway and bounce with each 
person's passage. At first, whenever I did cross, I made 
everyone else go first so that I was the only one on the 
bridge. I would cross very slowly, hanging onto the waist- 
high suspension lines the whole way. 

I became used to the bridge very quickly. Soon I could 
carry a full trashcan while Allen, Bob-O's young son, ran 
across in front of me. It's all a matter of rhythm. 

Forks 

Eight miles down river from Starveout was Forks of 
Salmon, where the north and south forks of the Salmon River 
combine. Located there was the post office, arguably the 
smallest in the U.S.; the Forks store; the Forks school; the 
Forest Service compound; a small, lovely, old graveyard, 



The suspension bridge over the Salmon River, 
with Kathleen and Bob-O's cabin in the background. 




which is still used; and the Community Hall (the old 
school) with a teacherage attached. In the days of the old 
school, the teacher's living quarters were attached to the 
school. The teacherage consisted of a small bedroom, a tiny 
bathroom, and a living room/ kitchen. Now the school 
board rents it out. 

The postmaster of Forks was Glady. She was born in 
Sawyers Bar on the North Fork and had been postmaster 
since the year I was born, 1953. She was very curious to 
meet me because she had a hand in my romance with Bob- 
O by processing our letters for mailing and delivery. We 
became good friends and always shared a new joke or two 
whenever I was in Forks. 

The Forks store held equal importance with the Postie, 
as the post office was called. You always went into the store 
to see people and talk about the latest news, even if you 
didn't buy anything. In the winter, there was a woodstove 
you could back up to for warmth before you hit the river 
road again. 

In the summer, the Forks store had an unofficial 
extension at the Beer Tree. The Beer Tree was about 30 feet 
(9 m) high and spread its branches over a one-piece wooden 
picnic table and benches. The Beer Tree was across the road 
from the Postie and the store, at the edge of a small meadow. 

In early spring, this same meadow would bloom with 
thousands of sun yellow daffodils. When the weather was 
fine, you could always find a group of locals there drinking 
beer or pop, or eating ice cream bars, while exchanging 
gossip, political opinions, gardening and automotive 
advice, or recipes. There was always lively conversation 
under the Beer Tree. 

Forks School 

While the Community Hall, or old school, had only one 
room, the new school had two. Grades K through 8 were 
divided between the two rooms. Kindergarten through 4th 
grade students were in one room, and were known as the 
Youngers; 5th through 8th grade students were in the other, 
and were known as the Older s. 

The school was the heart of the Forks community. Any 
doings at the school became community social events, not 
to be missed by anybody, whether or not they had 
children. Halloween fairs, Christmas plays, bingo nights, 
music recitals, and sports events all brought the locals 
together. At the Halloween fairs, I was known as Madam 
Yarschka, gypsy fortuneteller — "Knows all. Sees all. Tells a 
little/ 7 

Before each school event, there would be the de rigueur 
bake sale. The women of the community would bring pies, 
cakes, breads, cookies, and such to the school where Betty 
Ann and Bobbie would have the difficult task of figuring 
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Kathleen in front of the Forks of Salmon Post Office. 



out what prices to charge. This pricing dilemma was not 
made easier by the bachelor miners. They would be milling 
close to the bake sale tables so as not to miss any 
opportunity. As soon as the sale started, these lone men 
would move in and buy whole pies, whole cakes, and all the 
loaves of bread. Not having a woman to bake for them and 
not possessing the knowledge or inclination to bake for 
themselves, they would make the most of local talent 
whenever they could. 

All the money from bake sales and bingo went towards 
the kids' annual field trips. The Youngers usually went out 
to the coast for the day. The Olders would travel farther 
and spend a day or two off the river and out in the big 
world. 

Graduation 

The Forks school graduation night was huge in terms of 
our social life. Anywhere from one to four Olders would 
graduate from eighth grade. The celebration was always 
held in the Community Hall, which had a small stage that 
the ceremony could be held on. It really was a coming of age 
for Forks kids. The community members had known most 
of these kids since they were born. 

Once the kids graduated from eighth grade in Forks, 
they would have to leave the river and live somewhere else 
to go to high school. Some people had relatives out in Scott 
Valley or on the coast where the kids could live for their 
high school years. Sometimes the whole family would move 
off the river to keep their family intact. Sometimes they 
returned; sometimes they didn't. It was wrenching to 
everyone, in any case. 

Wedding Party 

When Bob-O and I got married, it was in the Forks 
Community Hall. Everyone from Forks, Cecilville, and 
Sawyers Bar came. There were even people from Somes Bar. 



It was a big potluck, down-home celebration. Some of our 
friends put on a little play, akin to a three-penny opera. Bob- 
O's band, the Hills Brothers, played dance music, with Petey 
stepping in to play bass for Bob-O. Petey, whose CB name 
was Ragamuffin, was a talented local musician who jammed 
with the band on occasion. The kids from the school sang 
"Watching the River Run" to us, accompanied by their 
teacher, Suzanne, on guitar. 

I had two wedding cakes, one chocolate and the other 
made by my little sister, Tamra. My favorite picture of our 
wedding is of Edna, peeking into the door of the community 
hall. Edna was a buddy of Bob-O's from the old ENT tree 
planting co-operative (they told me it stood for "extra nice 
trees"), who now teaches grade school in Somes Bar. In the 
wedding photo, it just looks to me like she is seeing 
wonderful things, like Howard Carter peering into King 
Tut's tomb. 

Our friends and family from the river are treasures 
beyond value. 

Access 

Kathleen Jarschke-Schultze is recovering from colon cancer 
at her home in Northernmost California. Her advice: 
"Get a colonoscopy." c/o Home Power magazine, PO Box 
520, Ashland, OR • 

kathleen.jarschke-schultze@homepower.com 
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Alternative Power & Machine 

4040 Highland Ave. Unit #H • Grants Pass, OR 97526 • 541-476-8916 
altpower@grantspass.com 

www.apmhydro.com 



SOLAR COOLING 

WITH 



ULTRA LOW ENERGY -25 TO 130 WATTS! 

The most efficient coolers on the planet. 
12 & 24 Volt DC Evaporative Coolers 
KAR KOOL FOR YOUR VEHICLE 

Call SOUTHWEST SOLAR 

(520) 885-7925 Tucson, 
Arizona, USA 
southwest~solar.com 
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Off the grid since 
1980 



Make every day special 

The natural ingredients of our products 
get their energy from the sun 



simmonsnaturals.com 

42295 Hwy. 36, Bridgeville, Ca 95526 



Phoenix Composting Toilet System 



Odorless • Waterless • Large Capacity 
Low Energy Requirements • Owner-Friendly 



Advanced Composting Systems 

1 95 Meadows RD 

Whitefish, MT 59937 

Voice: 406-862-3854 

Fax: 406-862-3855 

phoenix@compostingtoilet.com 

www.compostingtoilet.com 



Sunergy Systems, LTD 

Box 70, Cremona AB TOM ORO 
Voice/fax: 403-637-3973 
sunergy@telusplanet.net 
In British Columbia: 
Voice: 250-751-0053 
Fax: 250-751-0063 




HASSLE WIND POWER 

Rugged 18" blade Ampair 100 produces 
up to 100 Watts continuously, 24 Hours 
per day, at wind speeds from 
8 to 100+ mph. No brakes or 
furling needed. ..guaranteed at 
any windspeed! Veteran of 3 years 
continuous Antarctic service. 
Roof mount is OK; pole mount 
is better. Put it up, hook it 
up to the batteries and forget it! 

Jack Rabbit 
Energy Systems 

425 Fairfield Ave., Stamford, CT 06902 • (203) 961-8133 
FAX (203) 961-0382 • e-mail: jackrabbitenergy@worldnet.att.net 



12 & 24 Volt DC Lighting 

-from- 

Montana Light, Low Voltage Lighting, & Thinlite 
LED, Full Spectrum Fluorescent & Halogen 

We also carry timers and photoswitches 
In stock and ready to ship— Catalog Available 

f^ . w 3 www.solarseller.com 
Hf O \ \ john@solarseller.com 

f ■"; \ (562) 423-4379 

£ y / % \ fax (562) 728-9941 

F .. 



John Drake Services, Inc., 
1427 E. 68th St., 
Long Beach, CA 90805 



RENEWABLE ENERGY 
with the EXPERTS 

An Instructional Video Series 
on the Basics of Residential Renewable Energy 

Residential Solar Electricity <£or\ 
with Johnny Weiss, 48 min. *^^^»95 
Johnny Weiss is one of the CQLch 
founders and teachers at Solar Energy 
International, in Carbondale, CO. 

Residential Wind Power 
with Mick Sagrillo, 63 min. 
Mick Sagrillo has installed and 
repaired over 1,000 wind turbines. 

Residential Microhydro Power 
with Don Harris, 44 min. Don Harris 
has designed and manufactured over 
1,000 microhydro power plants. 

Batt Bries with Richard Perez, Editor 
in Chief and founder of Home Power magazine. 

Solar Water Pumping with Windy Dankoff, 59 min. Windy 
Dankoff has been designing and installing solar-powered water 
pumping systems for 15 years. 

Shipping $5 USA, $6 Canada, $10 International 

Home Power, Inc, PO Box 275, Ashland, OR 97520 
toll free in USA: 800-707-6585 • 541-512-0201 
r^l Fax: 541-512-0343 
fc. J Web: www.homepower.com 




Shipping: $5 USA, $8 T G^hada, $10 Int erna tional 
Call, see our web site, or serBjrcheck or money ordel 
800-707-6585,^^^02^^1^(16 USA) 
ww^horrTepower.com 
Home Power,iROiBox«520, -Ashland, OR 97520 
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RWE acheu "^-fl-pfrt" Pamela 

Sim-Mar Eke^I NE GampDJut Tp|feil - Only Nil 



Only 
$2,59 
per 
Watt! 



WWW, Ait Energy StDrs.com 




Your Guide 
to Self-Reliant Living 



Magazine 



Take control of your own life. Thousands of people have 
gone BackHome to enjoy less complicated, more rewarding 
lives . . . and you can join them. In each bimonthly issue, 
find articles on topics such as: Alternative Home-Building 
Techniques, Organic Gardening, Selecting a Home 
Business, Living Mortgage Free, 
and much, much more! 





Subscribe to BACKHOME 
for just $21.97 per year. 
Call us at 800-992-2546, 
write to us at P.O. Box 70hp, 
Hendersonville, NC 28793 
or visit our Web site 



Si&?AHAm£j * : ^4t£imM&d' .com- 

ST a r rttv J f%»l»itt r e S ti *v- s 

600 WATTS OF WIND POWER 
$329,00 & UP 

» Solar Products 

Waptr? F||».wi r Crjm p a tin c ToUf ti . IM rtJoi. TThIi i l(h tp. 

r.-.ni Mn-H-rr... THm p , A (aalrillp E-nrnfl". r!qprp1pff 
JlitDTM, riilAfrTrr h r.w-BiiL J :irr r- Iilrvrla Hrrq^v WifliS 
TiitLih^ h^fli», T-rart?. ]un1 t» t, UulnjurU: rJnu-n in kp| 
Ma-inn i iKjdH. AlpLmbAanr liKHit., ^srad Hlari^i Siix-jrpliHB, 

> l ■ ■ c i = r= i kidnlr. NiL.^.ir I'm-! jc:i Bin , A 11 iiL.nn r iii , Wn:rr 
fttnjpafa, llMid/SnLnr r Irunpi, CkilW. Wilr^«n 

PijaL Aid, PukI ElLixap. UuairilarH 

Great hl^ti, R tally Great Pro ductal 
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EV Solar Products 

Solar Electric Sy stems 
Wind Generators 
1 Solar Hot Water 
Backup Power 

Design * Sales • Installation 

www . evsola r. com 

Tel: 926-636-2201 Fax: 928-636-1664 
2655 N. Highway 89 Oilno Valley, AZ B6323 
Solar Solutjans Since 1491 




www.BackHomeMagazine.com 



Onan Powered 1800 rpm Generator 

Propane • Natural Gas • Gasoline 



Available in sizes from 
5.3 to 8.5 KW 




Low speed for quiet operation & long 
life 

Powerful 24 HP Onan air cooled 
engine 

Heavy duty 4-pole direct coupled 
alternator 

Electronic voltage regulator 

Full output at either 120 or 240 volts 

Electronic governor 

Overspeed, overcrank, low oil 

protection 

2-wire remote start 

Simple design for ease of service 

Buy direct from manufacturer 



CHD Power Systems 

phone: 207-941-8948 • email: cenmedsl@infi.net 

View our full line of generators at 

www.CentralMaineDiesel.com 
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INTERNATIONAL 

Free instructions, photos, drawings, & 
specs to build solar cookers & water 
systems with local materials, purchased 
with local currency. Sunstove • 
www.sungravity.com 

El Paso Solar Energy Association 
bilingual Web site. Info en Espanol on 
energy & energy saving. Free download 
of PV Systems book • 
www.epsea.org/esp 

Green Empowerment finances 
microhydro & other RE projects in 
Nicaragua, the Philippines, & Borneo. 
Volunteers needed • 
www.greenempowerment.org 

Solar On-Line (S6L) Internet courses. 
Year-round. PV Technology & 
Opportunities: A Qualitative Overview; 
PV Systems Design: Basic Course; PV 
Systems Design: Professional Course; 
Hands-On PV System Installation; Solar 
Homes; Healthy Buildings; & Solar 
Energy for International Development. 
S6L, PO Box 217, Carbondale, CO 81623 • 
720-489-3798 • info@solenergy.org • 
www.solenergy.org 

Solar Energy International online 
courses: PV Design & Solar Home 
Design. Info: see SEI in COLORADO 
listings. 

CANADA 

Jun. 7, '03; 8th Annual EV Show; 
Vancouver. Info: www.veva.bc.ca 

Jun. 8-13, '03; Hydrogen & Fuel Cells '03. 
Vancouver. Info: 1444 Alberni St. #101, 
Vancouver, BC V6G 2Z4 • 800-555-1099 or 
604-688-9655 • 

hfc2003@advance-group.com • 
www.hydrogenfuelcells2003.com 

Aug. 18-20, '03; SESCI 2003: 28th Annual 
Conf. of the Solar Energy Society of 
Canada; Queen's University, Kingston, 
ON. Info: SESCI 2003, Solar Calorimetry 
Lab, McLaughlin Hall, Queen's Univ., 
Kingston, ON, K7L 3N6 • 613-533-2591 • 
sesci03@me.queensu.ca • 
www.solarenergysociety.ca/sesci03 

Alberta Sustainable House; guided tours 
last Sat. every month 1-4 pm, private 
tours available. Cold-climate features, 
environment, conservation, RE, recycling, 
efficiency, self-sufficiency, appropriate 
technology, autonomous & sustainable 
housing. 9211 Scurfield Dr. NW, Calgary, 
AB T3L 1V9 Canada • 403-239-1882 • 
jdo@ecobuildings.net • 
www.ecobuildings.net 



Vancouver Electric Vehicle Association. 
Call for meeting info. PO Box 3456, 349 
W. Georgia St., Vancouver, BC V6B 3Y4 • 
604-878-9500 • info@veva.bc.ca • 
www.veva.bc.ca 

GERMANY 

Jun. 27-29, '03; RENEXPO 2003; 
Augsburg. International trade fair & 
conference on RE, energy-efficient 
construction. Info: Erneuerbare Energien 
Kommunikations und 
Informationsservice GmbH • Unter den 
Linden 15, 72762 Reutlingen, Germany • 
0049-7121-3016-0 • 
redaktion@energie-server.de • 
www.energie-server.de 

Oct. 9-11, '03; Hydrogen Expo, Hamburg. 
Exhibits, technology, & 
commercialization. Info: Hamburg Messe, 
+ 49-211-687858-11 • info@h2expo.de • 
www.h2expo.de 

NICARAGUA 

Aug. 5-15, '03 (again Jan. 6-16, '04); 
Solar/Cultural Course. Managua. 
Lectures, field experience, & eco-tourism. 
Taught in English by Richard Komp & 
Susan Kinne. Info: Barbara Atkinson • 
215-942-0184 • lightstream@igc.org • 
www.grupofenix-solar.org 

SINGAPORE 

Nov. 18-19, '03; Sustainable Energy Asia, 
& Energy Efficiency Asia. Conference. 
Info: Christina English • (65) 6227 6252 • 
cenglish@iirx.com.sg 

SWEDEN 

Jun. 14-19 '03; ISES Solar World. 
Goteborg, Sweden. Scientific technical 
RE conference. Congrex Goteborg AB, 
PO Box 5078, 402 22 Goteborg, Sweden • 
+46 31 81 82 20 • 
ises2003@gbg.congrex.se • 
www.congrex.com/ises2003 

UNITED KINGDOM 

Jul. 7-11, '03; Wind Power Technology 
Summer School; Loughborough Univ. 
Info: Allison White, CREST, AMREL, 
Loughborough Univ., Leicestershire, LE11 
3TU, UK- +44 1509 223466 - 
A.J.White1@Lboro.ac.uk • 
www.crestuk.org 

Jul. 11-13, '03; Self-Build Solar Hot Water 
workshop. Redfield Community, 
Buckinghamshire. Build your own & 
learn to install a SDHW system. Info: 
Low-Impact Living Initiative, Redfield 
Community, Buckingham Road, Winslow, 
Bucks, MK18 3LZ UK • (01296) 714184 • 
www.lowimpact.org 



U.S.A. 

Ham HF net. Amateur radio operators 
involved with RE & interested in an 
informal net, please contact Craig Miller, 
W8CR, 4085 Home Rd., Powell OH 43065 • 
w8cr@qsl.net. 

Videos. Appalachia: Science in the Public 
Interest; Incl. Solar Dry Composting 
Toilets, Solar Hot Water Systems, PV, 
Solar Space Heating, Solar-Powered 
Automobiles, Quilted Insulated Window 
Shades, & more. Broadcast-quality tapes 
available. ASPI Publications • 50 Lair St., 
Mt. Vernon, KY 40456 • 606-256-0077 • 
aspi@a-spi.org • www.a-spi.org 

American Wind Energy Assoc. Info about 
U.S. wind industry, membership, small 
turbine use, & more, www.awea.org 

State & Fed. incentives for RE info. North 
Carolina Solar Center, Box 7401 NCSU, 
Raleigh, NC 27695 • 919-515-3480 • 
www.dsireusa.org 

Energy Efficiency & Renewable Energy 
Clearinghouse (EREC): Insulation Basics 
(FS142), Financing an Energy Efficient or 
RE Home (FS104), PV: Basic Design 
Principles & Components (FS231), 
Cooling Your Home Naturally (FS186), & 
Small Wind Energy Systems for the 
Homeowner (FS135). EREC, PO Box 3048, 
Merrifield, VA 22116 • 800-363-3732 • 
TTY: 800-273-2957 • 
energyinfo@delphi.com • 
www.eren.doe.gov 

Ask an Energy Expert: online questions 
to specialists. Energy Efficiency & 
Renewable Energy Network (EREN) • 
800-363-3732 • www.eren.doe.gov 

Stand-Alone PV Systems Web site: 
design practices, PV safety, technical 
briefs, battery & inverter testing. Sandia 
Labs, www.sandia.gov/pv 

Federal Trade Commission free 
pamphlets: Buying an Energy-Smart 
Appliance, Energy Guide to Major Home 
Appliances, & Energy Guide to Home 
Heating & Cooling. Energy Guide • 
202-326-2222 • TTY: 202-326-2502 • 
www.ftc.gov 

Solar Curriculum for schools. 6 week 
science curriculum or individual 
sessions. Free! 30 classroom 
presentations & demos. Florida Solar 
Energy Center • 321-638-1017 • 
www.fsec.ucf.edu/Ed/sw 
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ARIZONA 

Aug. 8-10, '03; SW RE Fair. Flagstaff, AZ. 
Exhibitors, workshops, & speakers on 
solar, wind, biomass; green building, & 
alternative vehicles. Greater Flagstaff 
Economic Council • 928-526-9317 or 
800-925-0583 • swref@gfec.org • 
www. gfec.org/swref 

Tax credits for solar in AZ. ARI SEIA • 
602-258-3422 • www.azsolarindustry.org 

Scottsdale, AZ. Living with the Sun; free 
energy lectures, 3rd Thurs. each month, 
7-9 PM, City of Scottsdale Urban Design 
Studio. Dan Aiello • 602-952-8192; or AZ 
Solar Center • www.azsolarcenter.org 

CALIFORNIA 

Aug. 23-24, '03; Solfest RE & 
Sustainability Fair; Exhibits, workshops, 
music, speakers; Hopland, CA. 
707-744-2017 • www.solfest.org 

Oct. 1-3, '03; Sustainable Energy Expo & 
Conf.; LA Convention Center. Business 
conference & trade show. John Mikstay • 
646-432-1102 • www.sustainableexpo.com 

Nov. 15-19, '03; EVS 20, International EV 
Symposium & Expo; Long Beach. Info: 
www.evs20.org 

Areata, CA. Campus Center for 
Appropriate Technology, Humboldt State 
Univ. workshops. & presentations on 
alternative, renewable, & sustainable 
living. CCAT, HSU, Areata, CA 95521 • 
707-826-3551 • ccat@axe.humboldt.edu • 
www.humboldt.edu/~ccat 

Rebates for PV & wind. CA Emerging 
Renewables Buydown Program, CA 
Energy Comm. • 800-555-7794 or 
916-654-4058- 

renewable@energy.state.ca.us • 
www.consumerenergycenter.org/erprebate 

Solar Living Institute workshops. 
Advanced PV Design & Installation for 
Off-grid Systems, Bio-intensive Food 
Production, Composting Toilets & 
Greywater Systems, EVs, Grid-tied Solar 
Electric Systems & Money Saving 
Rebates, Hybrid Adobe, Hydrogen-the 
Emerging Fuel Source, Intro to 
Permaculture, Intro to PV, Natural 
Building Workshop, Solar Installer 
Training, Straw Bale Construction, & The 
Green Householder. Info: Solar Living 
Institute, PO Box 836, Hopland, CA 95449 • 
707-744-2017 • sli@solarliving.org • 
www.solarliving.org 

Energy Efficiency Building Standards for 
CA. CA Energy Comm. • 800-772-3300 • 
www.energy.ca.gov/title24 

Solar e-Clips, free weekly e-mail 
newsletter. CA solar energy news & info. 
Subscribe: www.californiasolarcenter.org 



COLORADO 

June 27-29, '03; RE Now!, 6th Annual 
Colorado RE Conf.; Montrose, CO. 
Workshops, energy policy, rural power, 
building, education, guest speakers. Info: 
Colorado RE Society, 303-806-5317 • 
info@cres-energy.org • 
www.cres-energy.org 

Sep. 13-14, '03; Rocky Mountain 
Sustainable Living Fair; Ft. Collins, CO. 
RE & other sustainable living topics. 
Workshops, keynotes, demos, vendors, 
music, kids' activities, food, more. Info: 
Rocky Mountain Sustainable Living 
Assoc. • 9860 Poudre Canyon Rd., 
Bellvue, CO 80512 • 970-224-2209 • 
kellie@poudre.com • 
www.sustainablelivingfair.org 

Aug. 4-8, '03; RE Youth Camp; Paonia, 
CO. Ages 15-19. See below for SEI 
contact info. 

Carbondale, CO. SEI hands-on 
workshops & online distance courses. PV 
Design & Installation, Advanced PV, Solar 
Water Pumping, Wind Power, Micro- 
hydro, Solar Hot Water, Biodiesel, 
Alternative Fuels, Solar Home & Natural 
House Building, Advanced Straw Bale 
Construction, RE for the Developing 
World, Politics of Energy, Utility 
Interactive PV, Women's PV Design & 
Installation, Women's Wind Power, 
Women's Carpentry, PV Distance course, 
& Solar Home Design distance course. 
Solar Energy International (SEI), PO Box 
715, Carbondale, CO 81623 • 
970-963-8855 • sei@solarenergy.org • 
www.solarenergy.org 

ILLINOIS 

Aug. 9-10, '03; 2nd Illinois RE Fair; Ogle 
County Fairgrounds, Oregon, IL. Info: 
815-732-7332 • sonia@essex1.com 
www.illinoisrenew.org 

IOWA 

Sept. 6-7/03; Iowa Energy Expo, 
Prairiewoods Franciscan Center, 
Hiawatha, IA. Info: IRENEW, 563-875-8772 • 
www.irenew.org 

Prairiewoods & Cedar Rapids, IA. Iowa 
RE Assoc. meets 2nd Sat. every month at 
9 AM. Call for changes. IRENEW, PO Box 
355, Muscatine, IA 52761 • 563-288-2552 • 
irenew@irenew.org • www.irenew.org 

KENTUCKY 

Mt. Vernon, KY. Appalachia: Science in 
the Public Interest. Projects & demos in 
solar electric, solar hot water, gardening, 
sustainable forestry, more. ASPI • 50 Lair 
St., Mt. Vernon, KY 40456 • 606-256-0077 • 
solar@a-spi.org • www.a-spi.org 



MASSACHUSETTS 

Greenfield Energy Park. Ongoing energy 
demos & exhibits. NESEA, 50 Miles St., 
Greenfield, MA 01301 • 413-774-6051 • 
nhazard@nesea.org • www.nesea.org/park 

MICHIGAN 

Urban Enviro workshop, Ferndale, Ml. 
Third Wed. 7-9 PM. Sustainability, 
energy efficiency, RE, & consumer 
issues. Free. Mike Cohn, 22757 
Woodward #210, Ferndale, Ml 48220 • 
313-218-1628 • ECadvocate@aol.com • 
www.hometown.aol.com/ecadvocate 

Intro to Solar, Wind, & Hydro. West 
Branch, Ml. First Fri. each month. System 
design & layout for homes or cabins. 
Info: 989-685-3527 • 
gotter@m33access.com 

MINNESOTA 

'03 St. Paul MREA Workshops. Basic PV 
& Site Audit: Sep. 18-19, Intermediate 
PV: Sep. 20-21, PV Install: Oct. 14-18. 
Info: see MREA listing in WISCONSIN 

MONTANA 

Jul. 12, '03; Sustainability Fair 2003; 
Depot Rotary Park, Livingston. Exhibitors, 
workshops, on-site "sustainable office," 
RE, music, kids' programs, & green 
products. Info: Corporation for the 
Northern Rockies • 406-222-0730 • 
info@northrock.org • 
www.northrock.org/fair.html 

Aug. 18-22, '03; Biodiesel Fuel; Missoula, 
MT. Make biodiesel & a biodiesel 
processor. Vehicle conversion & straight 
vegetable oil covered. Info: see SEI in 
COLORADO listings. Local Coordinator: 
David Max • zenfuel@yahoo.com 

Whitehall, MT. Sage Mountain Center: 
one-day seminars & workshops, 
inexpensive sustainable home building, 
straw bale constr., log furniture, 
cordwood constr., PV, more. SMC, 79 
Sage Mountain Trail, Whitehall, MT 
59759 • 406-494-9875 • 
cborton@sagemountain.org • 
www.sagemountain.org 

NEW MEXICO 

Aug. 17-Oct. 25, '03; Certificate for Earth- 
based Vocations. Santa Fe, NM. 10 wk. 
internship for professionals about 
systems approaches for designing 
human environments, including RE. 
Ecoversity, 2639 Agua Fria, Santa Fe, NM 
87501 • 505-424-9797 • 
apilling@ecoversity.org • 
www. eco ve rs ity. o rg 
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Sep. 29-Oct. 3, '03; Natural House 
Building workshop; Kingston, NM. Build 
with earth & straw. Hands-on sessions: 
straw bale, adobe, pressed block, 
rammed earth, cob, & natural plaster. 
Info: see SEI in COLORADO listings. 

NEW YORK 

Sep. 12-13, '03; ReCharge Energy Expo & 
Conf.; Bear Mt., NY. Displays, demos, & 
discussions on RE & efficiency. Info: Pace 
Energy Project • 914-422-4415 • 
mgolden@law.pace.edu • 
www.rechargeexpo.com 

RE Loan fund: low interest financing: NY 
Energy $mart Program, NY State Energy 
R&D Authority • 518-862-1090 ext. 3315 • 
rgw@nyserda.org • www.nyserda.org 

NORTH CAROLINA 

Saxapahaw, NC. How to Get Your Solar- 
Powered Home. Call for dates. Solar 
Village Institute • PO Box 14, Saxapahaw, 
NC 27340 • 336-376-9530 • 
info@solarvillage.com • 
www.solarvillage.com 

OKLAHOMA 

Jun. 19, '03; 2003 Oklahoma Wind Power 
& Bioenergy Conf.; Norman, OK. Utility 
scale wind, small wind, bioenergy, & 
business. Info: OK Wind Power Initiative • 
405-447-8412 • windgirl@ou.edu • 
www.seic.okstate.edu/owpi 

OREGON 

Jul. 21-24, '03; Pre-SolWest hands-on 
solar installation class, John Day. See 
below for EORenew info. 

Jul. 25-27, '03; SolWest Renewable 
Energy Fair, John Day, OR. EORenew, PO 
Box 485, Canyon City, OR 97820 • 
541-575-3633 • info@solwest.org • 
www.solwest.org 

Cottage Grove, OR. Adv. Studies in 
Appropriate Tech., 10 weeks, 14 interns 
per quarter. Aprovecho Research Center, 
80574 Haxelton Rd., Cottage Grove, OR 
97424 • 541-942-0302 • apro@efn.org • 
www. ef n . o rg/~ a p ro 

PENNSYLVANIA 

Penn. Solar Energy Assoc. meeting info: 
PO Box 42400, Philadelphia, PA 19101 • 
610-667-0412 • rose-bryant@erols.com 

PV grants for Penn. available through the 
Sustainable Development Fund • 
sdf@trfund.com • www.trfund.com/sdf 

Philadelphia Million Solar Roofs 
Partnership • 215-988-0929 ext. 242 • 
hannahl@ecasavesenergy.org • 
www.phillysolar.org 



RHODE ISLAND 

Jun. 7, '03; Rl Sustainable Living Festival 
& RE Expo; Coventry, Rl. Exhibits, 
workshops, music, kids' activities, 
vendors. Apeiron Inst. • 451 Hammet Rd., 
Conventry, Rl 02816 • 401-397-3430 • 
info@apeiron.org • www.apeiron.org 

Coventry, Rl. Apeiron Institute for 
Environmental Living. Ongoing 
workshops & demos on sustainable 
living. Apeiron Inst. • 451 Hammet Rd., 
Conventry, Rl 02816 • 401-397-3430 • 
info@apeiron.org • www.apeiron.org 

Energy Co-op provides RE, energy 
efficiency, conservation services, & group 
purchases of EnergyStar products. Erich 
Stephens • 401-487-3320 • 
erich@sventures.com 

TENNESSEE 

Summertown, TN. Kids to the Country: 
nature study program for at-risk urban 
TN children. Sponsors & volunteers 
welcome. KTC • PO Box 51, 
Summertown, TN 38483 • 
plenty1@usit.net • 
www.plenty.org/KTC.htm 

TEXAS 

Jun. 21-26, '03; SOLAR 2003, Austin. 
Annual American Solar Energy Society 
conference. ASES, 2400 Central Ave. #G- 
1, Boulder, CO 80301 • 303-443-3130 • 
ases@ases.org • www.ases.org 

Sept. 26-28, '03; RE Roundup & Green 
Living Fair, Frederickburg, TX. Info: 
877-3ROUNDUP • www.theroundup.org 

El Paso Solar Energy Assoc. meets 1st 
Thurs. each month. EPSEA, PO Box 
26384, El Paso, TX 79926 • 915-772-7657 • 
epsea@txses.org • www.epsea.org 

Houston Renewable Energy Group: Call 
for meetings: HREG • hreg@txses.org • 
www.txses.org/h reg/ 

VERMONT 

Jul. 12-13, '03; SolarFest RE festival; 
Green Mt. College, Poultney, VT. Solar 
stages, workshops, vendors. Info: 802- 
235-2866 • www.solarfest.org 

Aug. 9, '03; RE for Your Home; Fairfield, 
VT. Hands-on workshop, incl. off-grid 
solar, wind & hydro. Tour a PV system, 
theory, & practical help. Info: Flack 
Family Farm • 5455 Duffy Hill Rd., 
Enosburg Falls, Vermont 05450 • 
802-933-6965 • sarahf@globalnetisp.net • 
www.flackfamilyfarm.com 

VIRGINIA 

Info & services on practical solar energy 
apps in VA. VA Solar Energy Assoc., the 
VA Solar Council, & the VA SEIA. Info: VA 
Div. of Energy • 804-692-3218 



WASHINGTON STATE 

Sep. 18-21, '03; NW RE Festival; 
Whitman College, Walla Walla, WA. 
Keynote Christopher Flavin, tours of 
Stateline Wind Energy Center, & RE & 
efficient homes. Sessions, workshops, 
kids' activities, exhibits, & music. Info: 
PO Box 1501, Walla Walla, WA 99362 • 
509-525-8479 • info@nwrefest.org • 
www. nwrefest.org 

Oct.11, '03; Intro to RE, Guemes Island, 
WA. Solar, wind, & microhydro for 
homeowners. Info: see SEI in 
COLORADO listings. Local coordinator: 
Ian Woofenden • 360-293-7448 • 
ian.woofenden@homepower.com 

Oct. 13-18, '03; PV Design & Install 
Workshop, Guemes Island, WA. System 
design, components, site analysis, 
system sizing, & a hands-on installation. 
Info: see SEI in COLORADO listings. 
Local coordinator: Ian Woofenden • 
360-293-7448 • 

ian.woofenden@homepower.com 

Oct. 20-25, '03; Wind Power Workshop 
with Mick Sagrillo, Guemes Island, WA. 
Design, system sizing, site analysis, 
safety issues, hardware specs, & a 
hands-on installation. Info: see SEI in 
COLORADO listings. Local coordinator: 
Ian Woofenden • 360-293-7448 • 
ian.woofenden@homepower.com 

WISCONSIN 

June 20-22, '03; RE & Sustainable Living 
Fair (a.k.a. MREF); Custer, Wl. Exhibits, 
workshops on solar, wind, water, green 
building, alternative fuels, organic 
gardening, energy efficiency, & healthy 
living. Home tours, silent auction, Kids' 
Korral, entertainment, keynote speaker. 
See below for MREA access. 

MREA workshops: Women's Wind Power: 
Jun. 8-14 in Custer; Advanced PV 
Installation: Jun. 11-17 in Central Wl; 
Straw Bale Construction: Sep. 5-7 or 
12-14 in Sarona; Intro to RE Sep. 13 in 
LaCrosse; Community Micro-Grid Wind 
Install Sep. 14-20 in Amherst; Solar 
Space Heating, Wind System Install, PV 
Installs, Straw Bale, Masonry Heaters, 
Sustainable Living. MREA, 7558 Deer Rd., 
Custer, Wl 54423 • 715-592-6595 • 
mreainfo@wi-net.com • 
www.the-mrea.org 

Send your renewable 
energy event info to 
happs@homepower. com 
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Oi/r 19th Year Offgrid! 
We provide excellent service & technical support. 

Residential Power • Water Systems • Communications 
Wind • PV • Hydro • Custom Design • Installation 
All Major Brands • Mail Order Catalog Available 




OFF LINE 

Located in the central Sierra, near Yosemite 

e-mail: ofln@aol.com 
www.psnw.com/~ofln 
P.O. Box 231, North Fork, CA 93643 

(559) 877-7080 

CA Lie. #661 052 




The Book on 

Solar 
Cookers 

Back by Popular 
Demand 

A second edition, 
fully updated 
and revised. 

Includes: 

A history as well as a who's who in the 
solar-cooking movement 
Guidelines for designing your own cooker 
Plans for building the SunStar cooker 
with salvaged and inexpensive materials 
Tips and tricks for cooking with the sun 
With 200 Photographs & Diagrams 

A Call Home Power Publishing 

* fS 800-707-6585 

Outside USA 541-512-0201 



S&H:$5, Canada: 3 
International: $10 



Visa, MasterCard, Discover, & American Express 
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Prices! 



The Ultimate Portable Saw Mill 
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the wizard speaks 




the Piper 



Some things will surely come to pass. These will require 
an investment of time and capital. If we don't stop using 
fossil fuels for energy and transportation, their prices will 
rise sharply as supplies diminish. If we don't stop the 
emission of greenhouse gases, the environmental and 
economic cost of global climate change will spiral upward. 

We can invest now in renewable and ecofriendly energy 
and fuel resources, such as the sun, wind, and renewable 
hydrogen. While we are doing this, we must also prevent 
any rise in greenhouse gas emissions from such possible 
interim solutions as ethanol and natural gas. Investing now 
will cost less in the long term than waiting for absolute signs 
that the problem is right down the road. We will have to pay 
the piper in any case. 

So it all boils down to a very simple choice. Pay the piper 
now or pay the piper later. I would suggest that paying now 
is the wiser choice. It will, in the long run, prevent much 
chaos and hardship. Society and the planet will benefit. 
Make the right choice. 
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GlhkI Instructor Richard Perez. 
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For Complete Workshop InfofinatKin. 
Please go \o www.pQfwdefhjQm.QFg or cell 
(B70) 641-Wflfl / FA.K (6aft>ai4-6T1* 



Quick Start 

Home Power Subscription Special 



<r7» Save 
- * $36 

6 most recent 
available 
back issues... 
Sent Now! 



And. 



^ 6 future issues 
4^1*^ as a subscription, 
fc* ,P *I Bimonthly! 




Quick Start 
Plusi 



Sub Special 
& Basics CD-ROM 



Same as the 
Quick Start at left, 
plus...Solar1 
CD-ROM! 



Save 
$46 




The best articles on the 
basics of renewable energy 
from 15 years of Home Power magazine. Full color, 
indexed, searchable, printable. Basics video clips too. 



S&H US$5 
Call for Int'l prices. 



800-707-6585 • 541-512-0201 
www.homepower.com 

PO Box 520, Ashland, OR 97520 USA 



$64 

S&H US$5 
Call for Int'l prices. 
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Do You Need Batteries?... 



ELECTRIC VEHICLE 

COMPONENTS, CONVERSION KITS, PUBLICATIONS, VIDEOS, 
AND ENGINEERING DESIGN SERVICES FOR THE EV 
HOBBYIST AND MANUFACTURER.. .All components selected with 
safety and reliability foremost in mind.... We stock and sell the 
largest variety of the very best: 

♦ ADVANCED DC Motors in 12 variations from 2 HP to 28.5 HP 

♦ CURTIS-PMC Controllers, Throttle Potboxes, Footpedals 

♦ ALBRIGHT & KILOVAC Main & Reverse Contactors in 6 models 

♦ GENERAL ELECTRIC & HEINEMANN Circuit Breakers 

♦ BUSSMAN Safety Fuses from 200 to 800 amps 

♦ DC-DC Converters from 48 to 336 V input 

♦ K & W ENG. & BYCAN Battery Chargers from 48 to 144 V 

♦ Full line of CURTIS, WESTBERG, & KTA Meters & Gauges 

♦ DELTEC Meter Shunts from 50 to 1 ,000 A 

♦ EVCC Adapter Plates, Couplings, Clamps, & Brackets 

♦ PRESTOFLEX Welding Cable, MAGNA Lugs, Assy. Tools 

♦ CONVERSION KITS for vehicles from 300 to 10,000 lbs. 

♦ Complete ELECTRATHON Drive & Instrumentation Pkg. 

♦ 4 Complete GO KART kits.. .for up to 90 mph.. 



TA SERVICES INC. 



COMPONENTS & PUBLICATIONS CATALOG $5.00 

Electric Vehicle components and systems since 1984 

944 West 21st Street - Upland, CA 91784 USA 
Tel: (909) 949-7914 - FAX: (909) 949-7916 
Web: www.kta-ev.com 




S UN ELCD 

THE ftUiN ttUHTO'C 

www.sunelco.com • 800-338-E844 




Do We Make DC Power 
Systems? 

DC Standard Dimmer 
DC 2- Wire Dimmer 
DC Motor Speed Control 
DC Fan Speed Control 
DC Linear Power Supply 
DC Voltage Reducer 
DC Voltage Doubler 
DC Delayed OFF Switch 

= • ZANE 

DC Power Systems Since 1990 

510 Fruitvale Court #B, Grand Junction, CO 81504 (970) 523-5170 
Fax: (970) 523-5170 Made in USA www.zaneinc.com 




RAE Storage Battery Company 

Since 1943... Quality & Service 

Surrette Solar 1, 400 Series, Type CH 375 - 
L16 

Engineered under careful guidelines 
by Dave Surrette - Family owned 
business Est. 1 935 

Dyno Batteries 

Custom Built Superior Deep Cycle Batteries 
from M. Knowlton family Since 1933. 
Seattle, Washington 

If you need Competitive Pricing 
£ Prompt Delivery call: 
860-828-6007 



Fax 860-828-4540 

51 Deming Rd., POB 8005, 
Berlin, CT 06037 






The Monolithic ™ Dome 

A super-strong, insulated, steel-reinforced 
concrete building that is energy efficient and 
disaster resistant. Used for homes, schools, 
churches, offices, stadiums, storages, 
cabins, and more. Built throughout the 
U.S. and in many other countries, 
for over 25 years, the Monolithic 
Dome is tomorrow's building 
available today. 

www.monolithic.com 



Free Brochure (800) 608-0001 
Dome Living Book with 119 Plans $24.95 
Information Video VHS (60 min) $1 9.95 
Add $5 s/h for the book and/or video 
1 77 Dome Park PI #HP, Italy TX 76651 



www.KansasWindpower.net 



• PROPANE — Refrigerators, Ranges, Heaters, Lights 
» Solar, Wind, Hydro, Diesel Generators 

• Montana Light — DC Lights 
» Gas & Diesel Fuel Savers 
1 Water Filters & Pumps 

• Efficient Appliances 
1 Composting Toilets 

• 120 Hour Candles 

1 Solar Cookers Save up to 75% 

• Grain Mills AM, FM & Shortwave Radios & Lights use 
1 Telescopes famous Wind-up generator. 

» Fans 



V 




$4 Energy Catalog has all the above and more. 

$3 Food Catalog everyday, camping & long term storage. 

$5 Water Windmill & Hand Pump Catalog 



Kansas Wind Power HP3 

~ Since 1975 ~ 

13569 214th Road, Holton, KS 66436 • 785-364-4407 
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The Next Generation of Solar Bozos 

Dear HP magazine, It was just over two years ago when 
I constructed a micro-sized solar and wind energy system 
that has successfully and reliably provided basement 
lighting in our home (see HP 82, page 32). The purpose of 
this investment was primarily education — for me to learn 
about the technology and for my family to learn to use it 
properly. It's been fun for everyone — fuses and meters for 
me, lighting for all of us, and a switch-and-light toy for the 
kids. 

As we prepare to relocate to a new home, the planning 
has begun for establishing a more permanent solution. And 
with this comes a surprise — a young volunteer who has 
asked to help install the new system when it is time. To 
prove her point, she asks for her own turn to practice 
whenever the toolbox appears. The picture should speak for 
itself. Four years old now, she does not remember a time in 
her life without a solar panel, a wind generator, and battery 
care. 

For me, making the step into renewable energy has taken 
a lot of careful thought and consideration. For her, she 
doesn't understand why the neighbors don't have a solar 
panel. The implication has vast, if not longer term potential. 
What if several of her friends feel the same way when they 
are the ones making the decisions? 

Call me naive, but only now have I realized that we have 
the responsibility to share our enthusiasm beyond just the 
comfortable circles. While it may prove difficult to overcome 
many of the barriers facing renewable energy today, 
we all know what seeds do over time. Mike Lew • 
thelewfam@earthlink.net 




Mike's daughter is handy with a soldering iron, 
and wants to have her own RE system one day. 



Impact 

Dear Mr. Perez, I donated a one-year subscription of 
your publication to several libraries a couple of years ago. 
One of those libraries is located in an outlying rural area in 



Washington. I had a chance to visit the library this week, 
and found out that they had renewed the subscription on 
their own, without any contact from me, for a second year 
after the initial donated subscription ran out. 

Also, I noticed a set of solar-electric panels on a house 
near the library that were not there on my prior visit. I do 
not know how many homes located on the remote side 
roads may have started using renewable energy or found 
ways to conserve energy, after the owners read your 
publication at the library. So your publication seems to be 
having an impact. 

Several years ago, I donated an anonymous subscription 
to a distant relative who was planning to build a remote 
cabin. He was going to use diesel generators for power. I 
found out from another relative that he is now using solar 
power for the generation of electricity. I believe that the 
donated subscription helped change his mind about using 
solar energy. A small investment of donating your 
publication can generate large returns. Best wishes, 
Anonymous 

Solar Hot Water Retrofit 

I am planning to install a solar hot water system on our 
two-story, two-unit building in urban Burlington, Vermont. 
The solar hot water panels are likely to be free from a friend. 
The plumbing is not. The big question in my mind is how to 
plumb the hot and cold lines through the roof (it is a 
standard asphalt roof that was stripped and redone last 
year) and then through the second floor apartment to 
plumbing chases from the second floor to the basement. The 
water heaters are in the basement. We live on the first floor. 
Is there an HP article that describes this kind of thing? Are 
there nationwide standards about where plumbing pipes 
can go and where they can't? Obviously, I don't want to 
plumb them through an exterior wall. What about a 
chimney chase or a waste pipe chase? Do I need to build 
another plumbing chase in the second floor to achieve my 
goal? Thanks for your help, Ben Gordesky, Burlington, 
Vermont • turtleisle@pshift.com 

Hi Ben, Your question is very timely. In HP94 and in this 
issue, you 11 find an article on SDHW installation basics. Many of 
your questions are answered there, -particularly with respect to 
roof penetrations. Use a roof jack to penetrate the roof with the 
pipe. Available at most home centers, it has a sheet metal base with 
an EPDM or neoprene jacket on top. The sheet metal base slides 
under the shingles above, and over the shingles below. Screw it 
into the roof and cover the screw heads with plastic roof cement. 
The pipe passes through the neoprene jacket and makes a weather- 
tight seal. 

Supply and return pipes definitely do not belong in exterior 
walls, as you know. Getting them into interior walls is tricky to 
impossible unless it is new construction. It is usually easiest to 
pass them through a closet or some other inconspicuous place. 
Build a chase around the pipes where there are aesthetic 
considerations. 
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Since you will be insulating the pipes, you should keep them 
well away from chimney flues. If you have access and sufficient 
room in a chase containing a waste pipe, that may be a good option. 
You should check with a local mechanical/plumbing contractor or 
inspector to see if any local codes apply. Ken Olson • 
sol@solenergy.org 

World Trade Center Suggestion 

To the engineers and designers of the new World Trade 
Center structures, As I look at the two final selections for the 
World Trade Center replacement, I think back to Bush's 
comment about development of a fuel efficient automobile, 
and I wonder about America's need and goal of achieving a 
vision of eliminating our dependence on foreign oil and air- 
damaging fuels. 

Here we see two huge spires pointing toward and into 
the sky, and there is no display of what an incredible 
opportunity the advancement of solar energy is! My 
suggestion, if anyone is really serious about reducing our 
dependence on oil, would be to cover those towers with PV 
panels. Top the roof with wind generators! Generate enough 
electricity to reduce NYC's dependence on foreign oil and 
environmentally damaging fossil fuels! Power as much of 
NYC with the sun and the wind as possible, and make a 
statement to: the world, our President, the terrorists who 
hold America hostage, and the citizens of America that solar 
energy can power our country! Thank you! Cliff Taylor • 
Finergysys@aol.com 

Solar Panels 

Dear Editor, I need some clarification on the following. 
Are solar panels and photovoltaics the same? If so, how is 
each used and what are their functions? If not, how do 
they differ and which one is more beneficial (cost vs. 
output). I am a newbie to all of this, and I am educating 
myself to find the ideal "home power" for my need. 
Thanks! Paul Sertic, Stoney Creek, Ontario, Canada • 
wildfowlhunting@sympatico.ca 

Hi Paul, The term "solar panels" is confusing and inexact, in 
my opinion. It's hard to know just what the speaker means. There 
are two very different solar energy technologies that fall under that 
general phrase — solar heating panels and solar-electric panels. 

Solar heating panels include various kinds of collectors that 
heat water or air using the heat from the sun. They can be used for 
space heating or domestic water heating. It would be clearer if we 
called these "solar thermal panels." They are also often called 
"solar collectors." 

Solar-electric panels include crystalline and film technologies 
that make electricity from sunlight (not heat — they actually work 
better when they are cool). These are semiconductor devices with 
no moving parts. They are technically called "photovoltaic 
modules," and abbreviated as "PV." Calling them "solar-electric 
panels" leaves no confusion. 

Solar thermal panels are generally thought to be more cost 
effective than solar-electric panels. But of course, the two 
technologies have very different functions — one captures the sun's 
heat and the other uses the sun's light to generate electricity. 
Regards, lan Woofenden • ian.woofenden@homepower.com 



What the Heck! 

I really appreciate all the effort you have put into your 
magazine. I especially appreciate the guerrilla solar and 
homebrew articles. The letters to the editor give us an 
insight to others' thoughts and problems. The new What the 
Heck? feature seems to be a good idea. Although I've had a 
small PV setup since the great NE ice storm of 1998 (no 
utility electricity for 26 days), there are still some terms I'm 
not familiar with, such as the non-islanding inverter. Thanks 
for all you hard work Richard, and the rest of the gang too. 
73 de Tim Yeatman, VA2TPY • tyeatman@aei.ca 

SDHVO 

Since my interest in biodiesel started, I never liked the 
fact that a lot of people making biodiesel were using grid 
electricity to heat the vegetable oil. I wondered if the 
environment was getting a net benefit from this. Regardless 
of the actual answer, I decided to try to heat my waste 
vegetable oil using solar means. I managed to pick up two 3 
by 8 foot Novan solar collectors for US$55 each, which I 
thought was pretty good. I am using only one of the 
collectors in my system. I constructed my solar loop using 
the design in HP89 (Solar Hydronic Space Heating), without 
a lot of the bells and whistles. 

Once I finally got the system together, I tested it and it 
seemed that the pipes weren't getting that hot. I could easily 
put my hands around them. I know a temperature gauge 
would be a lot more accurate than my hands, but I am 
already way over budget with this contraption. I am using a 
March cast iron circulation pump, which I was told pumps 
at about 4 gpm. Is this too fast? My heat exchanger is a 
single wall immersion in the oil. It is actually two, 3 foot 
sections of baseboard for hot water heat. I am testing it right 
now with 25 gallons of water and there seems to be very 
little temperature gain in the water. 

Am I being unrealistic with this system? Do I need to use 
both panels? And here's a wild question... Can I run straight 
vegetable oil through the panel to heat the oil or am I likely 
to start a fire? Any help you could give on this setup would 
be greatly appreciated! Thank you. Dan Kostenbader, 
Denver, Colorado • dan@wellrooted.com 

Dan, Not knowing the actual starting and finishing 
temperatures of the 25 gallons of water, I am going to enter the 
realm of speculation. Since you almost have a 1:1 ratio, 1 gallon of 
water to 1 square foot of panel, a clear sunny day in Denver should 
raise the water temperature by about 80 degrees. I'll spare you the 
math. If this is not happening, the heat is not getting out of the 
panel. 

Possible causes are a physical blockage of flow, air in the 
collector loop making the pump cavitate, creating a no-flow 
situation, and a delaminated absorber plate (detached from the 
small riser tubes Novan used). If this latter happened, the absorber 
would get hot but would not conduct the heat to the fluid. Novan 
made a good product and this would be rare, but still possible. All 
three of these problems would put the panel under stagnation and 
the glass glazing will get very, very hot. If that is the case, it won't 
take you long to check. Your 4 gpm is not contributing to this 
problem. 
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Pumping the oil directly into the panel will improve 
performance by getting rid of the heat exchanger. The problem is 
the oil may attack the rubber seals in the pump or flange gaskets, 
if they exist, and it may not. Just a heads up on that. Give some 
thought to setting it up so that the oil thermosyphons. I don't 
know the flash point of this oil, but I seriously doubt that fire is a 
concern. Good luck. I need some fries — gotta go. Smitty, AAA 
Solar Supply • smitty@aaasolar.com 

Easy Energy 

Thanks for a great magazine! It's a great source for 
planning our future fully RE home. More DIY for those of us 
with limited technical know-how is always appreciated! 
Renewable energy should also be marketed as a patriotic 
duty to make our country free and independent from 
foreign energy sources. Until we adopt these technologies, 
we cannot accomplish this. Individual freedom from 
"tyranny" will not be achieved until we are free from the 
utility companies' grasp. We should be able to adopt RE 
without having to become "minimalist" or losing the 
comforts we enjoy in a technologically advanced society. 
Don't forget that one of the purposes of advancements has 
always been to ease and enhance our lifestyles, not detract. 
Go Home Power! Bernie Cook, La Center, Washington 

Energy for Food 

Dear Home Power, When we think of the terms renewable 
energy and energy conservation we usually think of solar 
electricity, wind power, and electric and biofueled vehicles. 
How about the energy of food? On average, the food that 
Americans eat travels 1,300 miles before it reaches our 
mouths. The industrialized food production system in the 
United States uses 10 to 20 times the amount of energy as 
locally produced small scale farming (conservative 
estimate). Inefficient use of water, production and 
distribution of synthetic fertilizers, pesticides and 
herbicides, growing crops not suitable to local 
environments, as well as processing, packaging, and 
transporting foods all contribute to the massive energy 
consumption of our current eating habits. 

A great way to save energy and reduce the amount of 
fossil fuels each of us require is to eat local, organically 
grown, whole foods as frequently as possible. Grow a 
garden, shop at farmers markets, ask your local grocery 
store to carry local foods, or join a CSA (community 
supported agriculture) group. By eating closer to home, we 
can all make use of our local renewable sun, wind, and 
water; decrease the fossil fuels required to get our food on 
the table; and make sure our dollars stay within our 
communities. 

For more information: 

Local Harvest • www.localharvest.org • Nonprofit 
organization publishing a nationwide directory of small 
farms and farm products, food cooperatives, and CSAs. 

Backyard Organic Gardening • www.backyardorganic 
gardening.com • Comprehensive guide to backyard organic 
gardening; including information on composting, planting, 
and maintaining your garden. Mark Colby, Paonia, 
Colorado 



Biofuel Generator? 

I am very interested in renewable energy, but I don't 
have the resources to run a photovoltaic system. But I was 
reading an article on biofuels in your latest issue. Is it 
feasible to use biofuel and a diesel generator? Would it be a 
worthwhile path to pursue? Terance Brown, Memphis, 
Tennessee 

Hello Terance, A biofuel, such as 100 percent biodiesel, is a 
viable form of renewable energy. While you would still be putting 
carbon dioxide into the atmosphere, at least the carbon cycle is 
short — a year instead of hundreds of thousands of years. 

Most of us who moved off-grid decades ago rapidly discovered 
that, as a prime mover for an independent system, generators have 
some major problems. They are expensive, high maintenance 
items, and they are noisy. Over the life cycle of a generator, it will 
produce energy at between US$0.75 and US$1.25 per KWH. This 
price is very high — the most expensive form of pure RE is PV 
power and it comes in at less than US$0.25 per KWH. 
Maintenance is a cost/time issue — 100 hour oil change intervals 
and an engine lifetime of around 15,000 hours before a major 
rebuild will eat up both money and time. The noise issue can be 
moderated with a liquid-cooled generator (the water jacket reduces 
engine noise), a good muffler, and a generator shed designed to 
trap the sound inside. 

Having said all this, biodiesel can be burned in any 
conventional diesel generator. The only possible modification is the 
fuel lines, but on newer generators, these will withstand biodiesel, 
since they are now made of nylon or plastic and not the 
rubber that was used in the past. Richard Perez • 
richard.perez@homepower.com 

A Ton of C0 2 

I'm glad Mick Sagrillo asked, "How much is a ton of 
C0 2 ?" It's one of those ethereal concepts that tend to be only 
useful in comparisons. Dan Ihara's response was 
educational in that it pointed us toward the importance of 
the carbon cycle in the fossil fuel burning equation. But Dan 
didn't answer Mick's question. It's been my question too for 
some time, and Dan's response enabled me to research an 
answer. 

The density of dry ice is 1.56 (water = 1). The weight of a 
cubic foot of water is 62.5 pounds. A cubic foot of dry ice 
weighs 1.56 x 62.5 = 97.5 pounds. The number of cubic feet 
in a ton of dry ice is 2,000 -f 97.5 = 20.5 cubic feet, about a 
4x5x1 foot block. That's what a ton of frozen carbon 
dioxide looks like. Of course, it's not frozen when it leaves 
our exhaust pipes. The expansion ratio of frozen carbon 
dioxide to gaseous carbon dioxide is 845. Thus, a ton of 
carbon dioxide gas is 845 x 20.5 = 17,323.5 cubic feet, about 
a 46 x 46 x 8 foot space — the equivalent of the first floor of a 
2,100 square foot ranch house in the suburbs, or the insides 
of 962, eighteen cubic foot Maytag refrigerators, or the 
passenger compartments of 195 Toyota Priuses, or... Dan 
Menzel, Stevens Point, Wisconsin • djandpj@wctc.net 

Big Array! 

Dear Home Power, Have you heard of this? On the 
property just to the south of where I live in Prescott, 



126 



home power 95 / June & july 2003 



hp letters 



Arizona, Arizona Public Service Co. is building the largest 
solar-electric farm in the world. The pictured array is one of 
thirteen to be built. The rest are panels mounted on 
horizontal racks that rotate from east to west. Sincerely, 
Henry Schrieber • henrysch@mac.com 




Questioning Biodiesel 

Dear Home Power, I generally believe that the 
technologies promoted in Home Power are sustainable and 
good for the planet. A good test of sustainability is to ask, "If 
large numbers of people switch to using this technology, 
will it improve our environment?" I think biodiesel fails this 
test and is just a plain bad idea. People who promote small- 
scale home production of biodiesel are no doubt sincere and 
well intentioned. But I fear we will be worse off than we are 
in our current petroleum-based fuel economy if biodiesel 
becomes our primary motor fuel. 

On the surface, biodiesel looks like a good way of 
making use of a waste product, restaurant fryer fat. 
However, according to a USDA report on biodiesel and 
Department of Energy figures on diesel fuel use, we could 
only meet less than one percent of current U.S. diesel fuel 
demand for transportation if we turned the country's entire 
waste fryer fat into biodiesel. A serious transition to 
biodiesel would depend on large-scale increases in 
production of soybeans and other oil crops. And I mean 
large scale. If we diverted all the current oil plant 
production in the U.S. to biodiesel, it would only meet 13 
percent of our diesel fuel demand. 



The scenario of a biodiesel future really scares me, as the 
widely predicted shortages of arable land and fresh water in 
this century do not even take biodiesel production into 
account. A world where most of our transportation energy 
comes from crops will make our existing petroleum-based 
system look downright Utopian. When Americans' cars and 
poor nations' children compete for the same corn crop, 
guess who wins? And agribiz farmers who are already 
sucking our rivers dry will wield even more clout when we 
Americans depend on their crops to fill our fuel tanks. 

Even the small-scale use of restaurant fat as a biodiesel 
feedstock is a flawed idea. Nearly all of this "waste" is 
already being recovered to make products such as soap and 
animal feed. If these industries get pre-empted by biodiesel, 
they'll just turn to petroleum or "virgin" agricultural 
sources, so there's no net gain in terms of waste diversion or 
resource conservation. 

Biodiesel also worries me for its genetic engineering 
implications. The giants of biotech love biodiesel, because it 
potentially means a huge new market for soybeans, the 
leader in genetically engineered cash crops. Biodiesel has 
already been largely co-opted out of the hands of the small- 
time entrepreneurs who dreamed of breaking the oil 
companies' monopoly on transportation fuel. 

Home production of biodiesel looks to me like an 
environmentalist's nightmare. I'm sure that folks like Home 
Power contributor Scott Durkee are competent and 
responsible, but the homebrewing process Scott describes in 
HP93 is not something I'd like to see happening in garages 
across America. As he makes clear, methanol and lye are 
dangerous chemicals, even more so when combined. 
Frankly, I don't trust most people to handle these materials 
safely. Widespread do-it-yourself biodiesel production 
would be like having a meth lab in every home — yuck! 

I also question biodiesel advocates' claim that their fuel 
beats the competition on emissions. A study by University 
of California Riverside researchers published in 
Environmental Science and Technology (Vol. 34, No. 3) found 
that biodiesel as compared with conventional diesel was 
substantially higher in particulates and about the same or 
only slightly better in other pollutant levels. And of course 
conventional diesel is much worse than gasoline (our 
current fuel choice for most personal transportation) in 
particulates. Biodiesel means dirtier air. 

We environmentalists need to keep pushing government 
and industry (and ourselves as consumers) for more 
efficient cars, better public transit, community designs that 
don't require cars to get around, and renewable energy 
development. But I'm convinced that biodiesel is not a road 
we should drive down. Sincerely, Richard Engel • 
chard_e@yahoo.com 

Hi Richard, I think that you have some very good -points in 
your letter and I would like to thank you for taking the time to 
share your thoughts with Home Power readers. The field of 
renewable energy is so new, and growing so quickly that we need 
all the input and perspectives we can get! 

I should start by saying that I don't believe there is a 
panacea for the global energy problem. I believe that the 
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solutions to the world's growing energy needs and the 
increasing problems of pollution and global climate change are 
many and varied and include using the energy of the sun, the 
wind, falling water, biomass, geothermal, and yes, vegetable oil, 
among others. 

Unlike petroleum oil, vegetable oil is renewable — and therefore 
sustainable. I disagree with your statement that "a good test of 
sustainability is to ask: if large numbers of people switch to using 
this technology, will it improve our environment." As I said, there 
are many solutions to our energy needs. Depending on where you 
are, what you need, what you have, and what you re willing to do, 
there is probably a sustainable energy source. 

One thing I know for sure: petroleum oil will run out. And 
until it does, it will cause pollution when burned, disaster on the 
beach when spilled, and war when it's "under their desert." For 
these reasons, I believe that we need to move away from fossil fuels 
to cleaner and more sustainable alternatives. 

You also wrote about arable land and water shortages as we try 
to produce more and more vegetable oil to satisfy our needs. You 
are right again. That's one of my concerns, too. Long before oil 
runs out, we humans will experience a serious water shortage. The 
next big war may well be fought over fresh water. 

But as with energy use, our water use practices must evolve. 
With increasing populations and climate changes that cause 
droughts and floods in odd corners of the globe, we need to 
examine our water use very carefully. 

Fortunately, soybeans are not the only source of usable oil. In 
his book From the Fryer to the Fuel Tank, Josh Tickell describes 
algae that produces oil. He writes, "According to research funded 
by the DOE, algae could produce more than enough oil to fulfill 
U.S. diesel fuel needs." There is much information in his book 
about oil production. Remember, vegetable oil — or algae oil — can 
be produced in one season on a farm, whereas petroleum oil 
requires millions of years underground! 

This is another example of the many small solutions to the one 
big problem of energy production and consumption. By using our 
ingenuity and our inventiveness, we can and will come up with 
new ideas, new technologies and products — like photovoltaic 
panels! — that all help to solve our energy needs. 

As far as your claim that biodiesel pollutes more than 
petroleum diesel, I haven t read the study you cite, but everything 
that I have ever read on the subject supports the idea that the 
pollution levels at the tail pipe drop dramatically once biodiesel is 
introduced. 

I've been burning biodiesel for the past 9 months and 
personally I prefer the smell — and the sensation — of biodiesel 
much more than petroleum diesel. To me, it feels like my car 
doesn't pollute at all, though I know that it does produce some 
pollutants, like nitrous oxide, for example. 

About the danger involved in making your own fuel, well, 
again, you have a very good point. I don't like the way you connect 
it to meth labs, but there are certainly some hazards involved in 
handling methanol and lye — and even vegetable oil. (Oily rags 
can spontaneously combust if not handled properly.) 

But does that mean that we should categorically dismiss 
homemade biodiesel? When caution is exercised and care taken at 
every stage, anyone can make biodiesel safely — and I would 
encourage them to do so. Because every gallon of fuel — energy — 
that we make from renewable sources is one gallon that we don't 



have to pump out of the ground halfway around the world, ship, 
refine, truck, store, and burn. 

I like your vision of a sustainable community: "more efficient 
cars, better public transit [electric?], community designs that 
don't require cars to get around, and renewable energy 
development." But in the meantime, every little bit helps. Let's 
keep up the good work! Scott Durkee • Vashon Island, WA 

Happy with Exeltech 

I wanted to let all of the readers of Home Power know of 
my great experience with the folks at Exeltech. I purchased 
an XP11 00-12 sine wave inverter from one of your 
advertisers way back in 1999. I didn't really get it installed 
until the summer of 2000. At that time, I noted that the 
output voltage was varying enough that all of the lights 
running on the inverter were flickering somewhat. Being the 
lazy soul that I am, I pretty much ignored it other than to ask 
others about theirs, and of course, theirs didn't do this. In 
the summer of 2002, the inverter failed due to shorted 
output MOSFETs. I finally got around to replacing them in 
November and decided to e-mail Exeltech to see what the 
repair would cost and if they had seen any units with 
fluctuating output. I also gave them this history (including 
the 1998 manufacturing date code). Derek Frank in tech 
support replied: 

There is aflat rate of $100, to repair your unit. You stated 
that the inverter has not been working properly from the 
start, so I will gladly be happy to waive the repair charges 
and repair your inverter at no charge to you. I need some 
information to start the process on my end, if you decide to 
let us repair it. 

Of course it took me another two months to follow up on 
this astounding offer, but sure enough, it's back and 
installed with a $0 invoice to show for it — with rock solid 
output now, I should add. It's been running for two weeks 
now with only one outage yesterday (my Square-D, 120 amp 
input breaker tripped when my daughter added an iron to 
the load.) I flipped the breaker back on, reduced the 
overload, and am now reporting on how great folks exceed 
our greatest expectations. Sincerely, Mike Nash • 
mikenash@mindspring.com 

Sensible Housing 

Dear Home Power, I liked your piece about looking down 
the barrel (HP93). Being self-sufficient works for me. Back in 
about 1981, a college paper did an article on building a small 
holdover spot for trapping. It had a foot of insulation. You 
could heat it with body heat and a candle. We should make 
our houses with that much insulation. Or what about 
building more in-earth homes? I talked to one guy who built 
one, and his heating bill was US$34 for the whole year. 

I think there are too many regulations and restrictions. 
There's a lot of government discrimination keeping the 
poor, poor by not allowing the size of house they want to 
build. Thank you, David Graham, Milwaukee, Wisconsin 

Hydrogen Production 

With your inspiration, I have decided to build a 
hydrogen production plant. I think it is one of the fuels of 



128 



home power 95 / june & july 2003 



HP letters 



the future. I have found it difficult to locate electrolyzers at 
a reasonable cost (US$1,000 to $5,000) that can optimize a 1 
KW PV system. I would also like to read more about 
hydrogen storage (safety and most cost effective 
technologies). Do you know of any good technical books? 
Thanks for your help! Jeff Bays, Raleigh, North Carolina 

Hello Jeff, Your question is becoming more and more common 
as people start to realize the vast potential of hydrogen as a clean 
and limitless energy storage device. Notice that I did not say it was 
a fuel. Since you must first put energy in to split the water into its 
component parts of hydrogen and oxygen, you are essentially 
doing the same thing as charging a battery, but with some 
advantages, as well as disadvantages, based on end use of the 
energy. I also did not mention reforming fossil fuels into hydrogen, 
since I see no real sense in this process. 

Many people think of hydrogen as a direct substitute for 
propane or natural gas. Although it can be done, converting wind 
or solar power to hydrogen and then using it for cooking, hot 
water, or heating is simply not practical and in fact is quite silly 
when you look at the energy losses and the capital equipment 
expenses. Cook electrically if possible, heat your water with a 
thermal solar collector, and use solar energy in many forms for 
heating. A 1 KW array is just barely large enough to justify using 
an electrolyzer as a dump load, and it has little value if used for a 
primary source. Propane contains 98,000 BTUs per gallon and it 
takes 1.4 kilowatt-hours to produce 3,512 BTUs of hydrogen. Say 
it's 60 percent efficient — you can do the math, and I think you may 
be disappointed with the results. 

It is my opinion that the most practical way of using 
renewable hydrogen in the future will be as a backup power source 
in fuel cells and for powering fuel cell or ICE (internal 
combustion engine) vehicles. But I think you are on the right 
track, since most experienced experts in the energy field have 
concluded that hydrogen will ultimately be the "end game" in 
terms of its total contribution to the renewable energy mix. This 
is primarily due to its ability to substitute as an almost universal 
fuel and its ability to be produced almost anywhere on the planet. 



As to hydrogen safety, I have more concerns when using 
propane, natural gas, or gasoline than I do with hydrogen. That 
does not mean that hydrogen is inherently safe. Search out the 
many free downloads on hydrogen codes available from the NFPA 
or contact companies who deal with it on a daily basis. There are 
some fairly simple and cost effective methods for using and storing 
hydrogen. Just proceed with caution and a good dose of 
practicality. I hope this has been helpful. Larry Elliott, senior 
science editor, H2Nation Magazine 

Access 

Send your letters and photos to Home Power magazine at: 
letters@homepower.com or PO Box 520, Ashland, OR 97520 



RENEWABLE ENERGY SOLUTIONS! 




WINDSTREAM POWER SYSTEMS INC. 

PO Box 1604 HP, Burlington, VT 05402 Tel 802 658 0075 Fax 802 658 1098 
info@windstreampower.com • www.windstreampower.com 
Independent Power Systems Throughout the World - Our 26th Year 
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« SelfUeantng • Easy Installation « High Capacity Domestic Diversions from 



* No moving parts * pipe, ramp and box mountings 10 gpm to 500 cfs 



' We specialize in creatively engineered solutions for your 
unique hydro drversion screening needs. 

' Our solutions are cost effective with numerous screen mounting 
options; wo also have durable bolt-together 304 SS mounting boxes. 

Visit us at www.hydroscreen.CQTr} or call f 303J 333-6071 
e-mail: RKWBR@A0L.COM 
Mention this ad for special savings! 

www. homepower.com 
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Things that Work! 
Model 4-1850 

Home Power #67 



Digital Power 
Meters 

2D-GTR: Measures 
AC Power up to 8 kW, 
100-250 vac single or 
two phase. Remote 
display. Easy to install. 

ONE M6t6r: Semi-custom power meter. Up to 9 independent 
AC or DC power channels. Several display options. Can be 
configured for Whole House power monitoring. PC interface, 
8000+ data memory. 

4-1850WX: Special meter for Refrigerator Replacement 
Programs. Detects Defrost Cycle, displays cost/kWh-hrs per 
year. 

Other Models available. Check our website or call for details. 




NEW! Model 20-1850RF. Radio Linked Plug in Power 

Meter. Supports up to 10 remote power sensors. 

Up to 300 ft range. Several versions available, including 

PC interface, logging and other advanced features. 

The ultimate in convenient power monitoring! 

Prices start at $199. See our website, or call for details. 



Brand Electronics 

421 Hilton Rd. 

Whitefield, ME 04353 

For information only, call 207-549-3401 

info @brandelectronics.com 



To order, call toll free 

1-888-433-6600 

www. brandelectronics. com 



sunelec.com 

Liquidation Sale 
Inverters, Solar Panels, Wind Generators 




ZAPSUCKER 





Adopt a Library! 

When Karen and / were living with kerosene lamps, we went to our local 
public library to find out if there was a better way to light up our nights. 
We found nothing about small scale renewable energy. 

One of the first things we did when we started publishing this magazine 
many years ago was to give a subscription to our local public library. 

You may want to do the same for your local public library. We'll split the 
cost (50/50) of the sub with you if you do. You pay $ 1 1.25 and Home 
Power will pay the rest. If your public library is outside of the USA, then 
we'll split the sub for your location, so call for rates. 

Please check with your public library before sending them a sub. Some 
rural libraries may not have space, so check with your librarian before 
adopting your local public library. Sorry, but libraries which restrict access 
are not eligible for this Adopt a Library deal — the library must give free 
public access. Richard Perez 
To Adopt a Library write or call 

Home Power® 

PO Box 520, Ashland, OR 97520 USA 
I -800-707-6585 or 541-51 2-020 1 or FAX 541-51 2-0343 
hp@homepower.com • www.homepower.com 
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Shell Solar Industries 




Solar Power Your Dream. 



You've finally found just the right spot. 
A little out of the way, but good water, 
good soil, and even a little view. 
You're going to build. 

Shell Solar Industries can help turn 
your plans into reality. An economical 
Shell solar system can give you year 
after year of trouble-free electricity. 
And do it silently, without fuel, waste 
or pollution. 



Find out now just how easy it is to 
have a solar system to meet all or 
part of your electrical needs. 



See Your Shell Solar Industries Pro 



Office (928) 636-1001 
Fax (928) 636-1664 
sunpower@angelfireaz.net 
P.O. Box 365, 2655 N. Hwy 89 
Chino Valley AZ 86323 
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HITNEY SOLAR PRODUCTS, INC. 

^^nguiries Welcome 




xantrex 

Certified Dealer 



Alternative Energy Solutions 

195 N.Edison Suite 16, Reno, Nevada 89502 
1.866.491 .SOLR • www.SolarWindHydro.com 
Xantrex Authorized Service Center 



Vermont Solar Engineering 



xantrex 

Certified Qraler 
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SOLAR 

ATTIC 

FAN 

* Installs in Minutes 

* Quiet Operation 

* Variable Angle 
Siemens Panel 

* Up to 850 CFM 

* Adaptable to any 
type of roof 

* All Aluminum 
Construction 




Natural Light 
Tubular Skylights 

800-363-9865 

www.natural-Hght-skylights.com 
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Home Power is the work of many people. Long gone are 
the days when Karen and I published this magazine from 
our kitchen table with just a little help from our friends. Just 
as the use of independent, clean energy sources has grown 
over the years, so has the Home Power crew. These days, it 
takes a big crew working long hours to keep the information 
flowing to you. 

The magazine has become fatter, more detailed, and of 
higher quality, and its production has grown more 
complicated. We've added our CD-ROMs, a few books, and 
a very extensive Web site to our offerings — and to our 
workload. We're doing all we can to provide you with 
current, accurate, and realistic RE information. 



As we've grown, the crew has become more specialized. 
While we all still wear many hats, it takes the individual 
talents of the whole crew to keep the business and our 
mission on track. My hats are off to every one of our 
dedicated people. We're publishing photos and a short bio 
written by each crew member and regular contributor, so 
you can see the whole top-notch, deranged crew that puts 
together Home Power. 

And we can't do it without our readers, who write most 
of the articles, help pay the bills, and give us the inspiration 
we need to keep doing what we're doing. Your mail, calls, 
visits at fairs, and good energy keep us flying. We consider 
you family — please do the same with us! 




Richard Perez 

Publisher & Digital Janitor 

While I facilitate the work of Home Power's editorial, art, advertising, production, sales, 
Web, and CD-ROM crews, my primary job is Digital Janitor. I maintain and upgrade Home 
Power's extensive computer systems, a monumental task. I also write articles and 
editorials. I've been living and working off-grid since 1970 with a photovoltaic / wind RE 
system. When I'm not working, I like tinkering with Macintosh computers, amateur radio 
(N7BCR) and electronics, and watching movies with my sweetheart, Karen. My goal is to 
change the way people make electricity. Small-scale renewable energy can solve many of 
our environmental and human problems. • richard.perez@homepower.com 



Karen Perez 

Publisher & Business Manager 

My duties at Home Power include managing the money, paying the bills, keeping 
business ducks in their proper rows, being a database grunt, doing weird business 
research (paper, trademarks, UPCs, distributors, etc.), cooking for the crew, and acting 
as mediator and den mother. My love and joys are critters (currently three dogs and 
eight cats), gardening, playing with string (knitting, needlepoint, etc.) while listening to 
audio books or watching movies, loving my bear, and reading. • 
karen.perez@homepower.com 
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CEO & Technical Editor 

My work life with Home Power is happily schizophrenic. In the office, I help organize 
the magazine's direction, projects, and crew. I write articles and equipment reviews, shoot 
photos, and edit text and graphics for technical accuracy. In the field, I install renewable 
energy hardware for testing, and collect performance data. I'm finishing up my licensing 
requirements for Oregon's Renewable Energy Technician program. Further afield, I'm 
busy homesteading an off-grid piece of land east of Ashland, Oregon. I drive a biodiesel 
pickup, and I don't use petrol fuels for cooking, heating, or electric backup. In my spare 
time, I play guitar and ramble about in the backcountry. • joe.schwartz@homepower.com 
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Benjamin Root 

Art Director 

My degree in graphic design prepared me for the workplace, but not for the shock of 
our ethic-less economy. I often found myself designing pieces to promote the very 
aspects of society that I think are its largest problems. Graphic design is about 
communication, and I didn't believe in what I was being paid to communicate. After 
selling everything but the VW van, and spending a magical summer in Colorado 
studying at Solar Energy International, I had a mission. By doing design, layout, and 
illustration at HP, I now have something of value to communicate — information that 
interests me and benefits humanity and the planet. • ben.root@homepower.com 

Linda Pinkham 

Managing Editor 

My job is to make sure the editorial and advertising components of the magazine are 
brought together into a finished and quality product. I am an editor, the keeper of the 
style guide, and the ring mistress of proofing. I focus on the details and keep track of 
corrections and suggestions from our editors, authors, and advertisers, without losing 
sight of our goal. I live and garden on four acres amongst the pear orchards outside of 
Medford, Oregon with my husband, three dogs, numerous cats, and a horse. We recently 
installed a 2.1 KW (rated) grid-intertie PV system. When I'm not watching the meter spin 
backwards, I like to go backpacking in the Siskiyous and Cascades. • 

linda.pinkham@homepower.com 

Connie Said 

Advertising Manager 

I joined the HP staff in 1999 after finishing my degree in anthropology. My primary job 
is to manage all aspects of HP's advertising accounts, beginning with ad sales all the way 
through to final publication and billing. I am continually inspired by the passion our 
advertisers have about changing the way the world makes energy. I live with my 
16-year-old daughter, who tells me to breathe as she jumps off mountains to go 
paragliding. My son is a grad student in engineering at Stanford University and likes to 
ski, very fast. My children are my joy, and they keep life interesting! My current hobby is 
collecting and growing heirloom seeds, and being part of a seed exchange to 
help preserve our plant biodiversity. • connie.said@homepower.com 

Rick Germany 

Chief Information Officer 

I'm responsible for all aspects of information technology (IT) and systems, including 
HP's Web site. I have more than ten years experience in Internet technologies and 
database integration. My goals include re-engineering Home Power's business processes 
and IT infrastructure to make them more productive and efficient for the end user and the 
HP crew. My job allows me to work with technology while supporting the growth of 
energy technologies that benefit our planet. Yes, I'm a geek with a conscience, and a 
dabbling activist. When I'm not plugging away at the computer, I enjoy exploring the 
outdoors with my wife near our home in beautiful Ashland, Oregon. • 

rick.germany@homepower.com 

Ian Woofenden 

Senior Editor & Word Power Columnist 

My primary job with Home Power is to edit the articles and columns. I take the rough 
text and try to make it clear and readable for you. I really enjoy working with the authors. 
Later I proofread the articles, columns, and other text to find the bugs we missed in edit. I 
write Word Power, do an occasional interview, answer reader inquiries, put together the 
Letters and Q&A sections, and evaluate articles. And I try (in vain) to keep up with the rest 
of my over-full life, which includes putting up wind generators, coordinating SEI 
workshops, trimming trees, singing, and trying to keep my large, off-grid family busy, fed, 

and laughing. • ian.woofenden@homepower.com 
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Eric Grisen 

Graphic Designer & Article Submissions Coordinator 

I work with images, words, and tools at Home Power. I split my time coordinating 
and soliciting new articles for the magazine, and working on the magazine's layouts, 
illustrations, and ads. I also write and work on progressive construction and RE 
projects. My publishing background includes reporting for newspapers, writing for 
Whitewater paddling magazines, and managing editorial projects at a large 
publishing house. I enjoy traveling with my partner Tiffany, making our own 
biodiesel from waste vegetable oil, kayaking, mountain biking, Macintosh computers, 
recycling everything, stinky dogs, and staying active in local environmental and 
political arenas. I live with renewable energy and telecommute from the Siskiyou 
Mountains in Williams, Oregon. • eric.grisen@homepower.com 

Michael Welch 

Senior Research Editor & Power Politics Columnist 

My jobs at Home Power include editorial researcher and political commentator. I also 
answer most of the e-mail from our readers, and assist the editorial staff with indexing, 
editing, proofing, and other assignments as they come up. In 2003, 1 celebrated my 
fourteenth year of involvement with Home Power. My other work is a volunteer position 
with Redwood Alliance, a nonprofit that works strictly on energy issues. I do most of 
my work from Areata, California. The rest of my life is well filled, including enjoying 
my wonderful daughter, Emilly, a future solar bozo. • michael.welch@homepower.com 

Marika Rose Kempa 

Customer Service/Circulation 

My duties at Home Power include sales of subscriptions and products, database 
management, and general office work. Being raised in the country, I was shown by my 
parents how to respect nature. My five siblings and I learned how to make our 
environment a playground. Away from work, my husband and I enjoy taking our three 
dogs camping and hiking. I am proud to be part of a company that makes a difference 
in our world. • marika.kempa@homepower.com 

Shannon Ryan 

Customer Service/Circulation 

I'm a relative newcomer to Home Power and love working for a company whose 
mission is to help preserve the planet and its resources. I help in our office doing 
circulation-related tasks, such as answering calls about subscriptions and other 
customer service matters. I pack orders for our products, back issues, and miscellany. 
After hours, I love gardening, walking in Oregon's beauty, learning to play the guitar, 
and spending time with my two rascally parrots. I'm passionate about animals, wildlife, 
and protecting our dwindling resources. I support various environmental groups 
attempting to constructively change the present course. • 
shannon.ryan@homepower.com 

Scott Russell 

Marketing Director 

The newest crew member, I'm devoted full time to expanding Home Power's reach 
and making sure that we keep up with the diverse needs of a rapidly evolving 
readership. This means analyzing survey data, managing distributor relationships, 
creating marketing materials, juggling logistics for energy fair exhibitions, etc. I come 
from a broad background in business administration, information management, RE 
retail sales, and system installation. Recently back from a six-month stint doing PV 
work in Nepal, these days I'm busy nursing my very first crop of Oregon veggies, 
sussing out the local bike routes, and trying to remember the names of the crew's 
myriad dogs. • scott.russell@homepower.com 
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AJ Rossman 

Data Acquisition Specialist 

I am excited to have just joined the Home Power crew to help with data acquisition 
and product reviews. My academic background is in electrical engineering, geology, 
and environmental engineering. I teach a renewable energy design course at the 
University of Vermont, where I am a Ph.D. candidate researching the applications of 
renewable energy for groundwater remediation. I am also the president of Draker 
Solar Design, LLC, an electrical and ecological engineering firm that specializes in 
environmental data acquisition and display. My wife Kathy and I live in Burlington, 
Vermont and are eagerly awaiting the birth of our first child. • aj@drakersolar.com 

Ken Olson 

Solar Thermal Editor 

I edit and author solar thermal articles for Home Power. Practical training in solar 
energy has been my full-time occupation since 1981. At Solar On-Line (S6L), I teach 
practical workshops and on-line distance courses. I co-founded Solar Energy 
International in 1991, and have trained PV technicians for the World Health 
Organization since 1989. In 1999, 1 took my family (Barb, Kristin, Sander, and 
Kaitlyn) to Oaxaca, Mexico for a school year and a change in perspective. We 
discovered a new way of looking at things and have yet to find our way home to 
Colorado. My goal is to help more people use solar energy for a cleaner, safer, more 

prosperous, and peaceful world. • sol@solenergy.org 

Chuck Marken 

Solar Thermal Technical Reviewer 

I am a licensed electrician, plumber / gasf itter, and HVAC contractor, and I review 
selected HP articles for technical accuracy. I started installing solar heating systems 
in 1979 and PV in 1983. New Mexico's multiple climate zones gave our business the 
opportunity to install and service virtually every kind of solar energy system. My 
wife Juanita and I have been married for 31 years, and our house and water are 
heated with solar energy. Our shop is also solar heated, and we use PV to offset 
utility electricity usage. Whitewater rafting, photography, video editing, cantina 
ambiance evaluation, and fooling with computers round out my life. • 

chuck@aaasolar.com 

Smitty 

Solar Thermal Technical Reviewer 

I assist Ian and Linda by reviewing solar space and water heating articles for 
technical errors and clarity. I also contribute to What the Heck? features, Tips from the 
Pros sidebars, and Q&A answers. I actually wanted the HP janitorial position, but that 
was already taken. So they said, "Why don't you clean up articles instead of 
bathrooms?" I figured I've got to start somewhere, and said OK. When not adding to 
my 26 years in the industry, I put on my starving artist hat and add to my scar 
collection by playing with lava (blowing glass). • smitty@aaasolar.com 

Shari Prange 

Transportation Editor & Author 

I grew up in Illinois, and moved to the San Francisco Bay area in 1978. In 1982, my 
VW was towed into Brown's Auto Service, home of Electro Automotive. By 1983, 
Mike Brown and I had joined both our personal and business lives. My auto 
education was on-the-job. In 1988, 1 put my background as a writer to use as Mike 
and I coauthored Convert It. My niche is taking technical information and turning it 
into simple language that a nontechnical person can understand. We live and work in 
the Santa Cruz mountains, with our two cats and a boa constrictor. We solicit and 
consult on alternative transportation articles for HP. • shari.prange@homepower.com 
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Mike Brown 

Transportation Editor & Author 

I'm a Nebraska native, and I studied engineering briefly at the University of 
Wyoming before settling in the San Francisco Bay area in 1965. 1 worked as a mechanic 
at various auto dealerships, but my specialty was Volkswagens. In 1975, 1 opened my 
own auto repair shop and gas station. During the gas crisis of 1979, a customer asked 
me to build an electric car. I discovered a dearth of conversion parts suppliers. So I 
founded Electro Automotive, and eventually closed my gas car repair business to work 
full time on electric cars. I now live in the Santa Cruz, California area, and run Electro 
Automotive with my wife, Shari Prange. • mike.brown@homepower.com 



Kathleen Jarschke-Schultze 

Home & Heart Columnist 

I had a great childhood in a large family in California's Napa Valley. Checkered 
past: Psychiatric Technician, EMT, Owner/Rider of a BMW R90/6, Restaurateur, and 
On-Grid Consumer. Now: Mail-Order Bride, Homesteader, Bee Wrangler, Organic 
Gardener, Vermi-Composter, Rose Rustler, Garlic Grower, Haus Frau, Cookbook 
Collector, Solar Cook, Basket Weaver, Self-Proclaimed Vidiot, Raconteur, Avid Reader, 
International Author, Workshop Presenter, RE Appliance Queen, Tai Chi Student, 
Trekker, Devoted Dog Mom, Tarot Reader, Fairy Sister — Energy Park Electric Co. at 
OCF, Ham— KB6MPI, Sainted Wife of Bob-O, Home Power's First Hired & Retired, 
Renaissance Woman, Optimist, Survivor. • kathleen.jarschke-schultze@homepower.com 



John Wiles 

Code Corner Columnist 

I am a program manager at the Southwest Technology Development Institute at 
New Mexico State University. I assist the PV industry, electrical contractors, and 
electrical inspectors in understanding the PV requirements of the National Electrical 
Code (NEC). I drafted the text for Article 690 in the 2002 NEC Handbook, and serve as 
secretary for an NFPA-appointed task group involved with Article 690. 1 installed my 
first PV system in 1984, and live in an off-grid, PV/ wind-powered home (permitted 
and inspected, of course) with my wife Patti, two dogs, and two cats. • 
j wiles@nmsu . edu 



Don Loweburg 

Independent Power Providers Columnist 

I was born in 1943 in Los Angeles, California. After being in the army, I completed 
an MS (Physics) on the GI bill. My wife Cynthia and I own and operate Offline 
Independent Energy Systems, and have been in business since 1983. The company is a 
licensed California contractor, specializing in the sale, design, installation, and service 
of RE systems. We have lived off-grid for 22 years with a solar and microhydro system. 
I research and write the Independent Power Providers column in HP. I also teach 
algebra part-time at a local junior college, and sit on the boards of IPP and CalSEIA. • 
don.loweburg@homepower.com ^ 



Attention Retailers 



Hardware, Home, Natural Product, 
Book or RE Stores — Here's Your Chance 

Sell Home Power's magazines and CD-ROMs in your store. 
Home Power has a high sell through that means high profits for your 
business. With 17 years of experience as the renewable energy resource, 
you can put Home Power's selling power to work for you. 

Contact Scott Russell at marketing@homepower.com or at 800.707.6585. 
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The largest selection of propane 
powered refrigerators and freezers 
In stock anywhere? 
From 2.2 cubic fwt to 21 cubic fool. 
Free standing home motets, 3-way 
power portables, and elide-In RV models. 

DYNAMX, INC. 19211} 63G-1955 

wiww.iwqrehotiscqppllg nce.com 



NEW ENGLAND 
SOLAR ELECTRIC, INC. 

401 Huntington Road, PO Box 435 
Worthington, MA 01098 
1-800-914-4131 • www.newenglandsolar.com 

This is the most popular book for PV remote 
homes. It is written and published by 
New England Solar Electric Inc. 

"Best all around book on wiring your PV 
system." 
Real Goods Sourcebook 

"Our favorite book for Do-It- Yourself ers." 
Windy Dankoff, Dankoff Solar Products 

$16.95 plus $3 PPS « This should become the bible for alternative 
(includes our $3 catalog) ener gy users." 

Ken Cox, Trace Inverters 

Send $3 for our 104 page catalog and product guide 

Servel/Dometic Gas Refrigerators. Trace Inverters. Trojan Batteries. 
Siemens & Solarex PV modules, Osram Bulbs. Thinlite Fixtures 
Aquastar Hot Water Heaters. AIR 403 Wind Generators 

Best book, most user friendly catalog, 
& best kits in the business. 




to@KrO© [0@\^7©F m^gj^sBra® 




Issues #89 CJune '023 

through #94 (May 9 C33) 

A whole year of Home Power magazine in PDF format. Over 
5,000 pages of renewable energy information: spreadsheets for 
load analysis, wire sizing, and the Energy Master for system 
design; 30 years of solar insolation data & wind data for 900 
sites in the U.S.; manuals and spec sheets of popular RE 
equipment; the current InBiz database; and a searchable index. 

Original Magazine Layouts & More 

Color • Indexed • Searchable • Exportable • Printable 
Adobe Acrobat PDF W format (reader included) 



PO Box 520, Ashland, OR 97520 
Shop Online at www.homepower.com 




Shipping: $2 in US 

(Canada $3; International $4) 
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Dueling Charge Controllers 

My stand-alone hydroelectric system has been in 
operation for over 20 years, and it wasn't until last 
summer's East Coast drought that I decided to supplement 
with PV. The hydro's charge controller is a vintage 
Enermaxer with a simple, one-knob adjustment for the float 
voltage. The solar-electric system uses a Trace C35 charge 
controller, which has both bulk and float voltage 
adjustments. I know that the simplest arrangement would 
be to set the Trace controller to 'Toad diversion" and get rid 
of the Enermaxer, but this would mean upgrading the 
controller (combined output of hydro and PV is too much 
for a C35) and adding more resistance load. My budget 
won't allow for that now. What I need to know is how to set 
up the two controllers so that they work together. Vinnie 
Valentino • valentinomasonry@hotmail.com 

Vinnie, Set the bulk and float regulation point of the C35 at 0.5 
VDC below the regulation point of the Enermaxer so that the PVs 
regulate first. If the Enermaxer regulates first, it will attempt to 
divert the entire load (both PV and hydro), which could possibly 
damage the controller or the diversion load. The C35 will regulate 
the PV output, and the Enermaxer will continue to regulate the 
hydro output. The accuracy of controllers' voltage sensing can 
vary. Make sure to observe the first couple of regulation cycles to 
make sure the settings are appropriate and that the controllers are 
regulating properly. You may need to increase the differential 
between them in some cases. Joe Schwartz • 
joe. schwartz@homepower. com 

Homebrew Heat Exchangers 

I am considering some solar water heating and want to 
make my own system. I was wondering if you have heard of 
anyone using car or truck radiators in reverse to collect heat. 
The basic principle of heat transfer would seem to indicate 
that something that gives off heat well will collect/ absorb it 
well. I was thinking of building a glass-covered box to contain 
used radiators from the junkyards, which should be easy to 
get to keep cost down. Please point out any errors in my 
thinking if you can so that I won't waste too much of my time 
and money. Thanks Patrick Mckowen, Toronto, Canada • 
elyse.cohen@sympatico.ca 

Patrick, You are correct that heat exchangers can be used in 
either direction to heat or cool depending on the desired 
application. An auto radiator is designed to achieve a high rate of 
heat transfer from a hot fluid to a high volumetric flow of cooler 
air. Therefore it would be just as effective in reverse, transferring 
heat from a flow of hot air to a cooler fluid circulating within. This 
suggests that you may have better results by passing solar heated 
air from one or more air collectors through an auto radiator. 

However, it may not be the most cost-effective approach. Solar 
air collectors are generally less efficient than liquid collectors; 
ducts are larger than pipes, and blowers more costly to operate 
than small circulating pumps. You should also consider that those 
auto radiators have been used to circulate ethylene glycol, which is 



highly toxic. I suggest you flush them well and design the 
collectors into a closed loop type of system with a double-walled 
heat exchanger. Use a 50-50 mix of propylene glycol with distilled 
water. This will give you a good measure of safety from 
contamination of domestic water. You'll also have the freeze 
protection you need in a cold climate. 

One more thought: I suggest you look for used solar collectors 
in your area. If available, they will work better than the auto 
radiator. Either way you proceed, please keep us posted. There are 
plenty of folks interested in your experience with it. Ken Olson • 
sol@solenergy.org 

Patrick, A car radiator will work, and in fact some collectors 
manufactured in the U.S. used a radiator-type design for the 
absorber plate. None I know of are manufactured like that today — 
too much cost to value. Make sure the fins and tubing are black; 
paint them with flat black engine paint if needed. The only 
significant problem with a radiator is the typically large pipe 
connection size. If you use radiator hose for connections, they will 
probably deteriorate quickly. Everything inside a collector should 
be metal or a synthetic that will take both temperature and the 
harmful spectrum of sunlight. And you must use tempered glass, 
since plate glass cant take the temperatures. 

The reason more people don't do this is cost. Once you have 
gathered enough radiators for the surface area needed, enclosed 
and insulated them, and covered them with a good glass cover, 
your cost probably exceeds the cost of a good used collector. If you 
already have the radiators and glass, then this probably won't be 
true. Chuck Marken • chuck@aaasolar.com 

Clocks on Inverters 

Hey, I really like your magazine. I have been receiving it 
for the last four years. I'm looking for a brand of alarm clock 
that will work with my Trace DR2412 modified square wave 
inverter. I have tried the Sylvania brand; they do not keep 
time properly. Do you have any ideas? Thanks, Rocky 
Etherington 

Hello Rocky, First off, there are many different types of clock 
circuits. Synchronous motors haven't been used in clocks for 
decades. Ever since the displays went digital, the circuitry in 
clocks has been electronic, not electromechanical. 

Some AC powered clocks rely on the fact that the grid is very 
frequency stable and accurate (60 cycles per second). These clocks 
basically count cycles as the waveform crosses zero volts, divide by 
120 (each AC wave crosses zero twice during one cycle), and 
increment the result as a second of time. The transition from full 
voltage (about 160 volts) to zero volts is very rapid (less than 20 
microseconds) with inverters. The clock is unable to detect the zero 
crossing point quickly enough to get an accurate count. Many of 
these clocks will actually run "double time" when powered by a 
modified square wave inverter. Inverter waveforms — both 
modified square and sine — are also not anywhere near as 
frequency stable as the grid. It's very common to find an inverter 
running at 59 Hz or 61 Hz, and even this small a difference will 
render a clock wildly inaccurate if it is counting cycles. 
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Noise on the AC line is also a factor for some clock circuits. 
The sharp corners on the inverter's AC waveform contain odd 
numbered harmonics up to infinity. Some clock circuits are 
confused by these harmonics and do not count cycles accurately. 
This problem varies depending on what appliances the inverter is 
powering. Large inductive loads, such as motors, will make the 
harmonics larger in amplitude and make the clock even less 
accurate. 

It's common today for electronic clocks to use their own crystal 
time base and not to count the AC power's cycles. The reason for 
this is two-fold — higher accuracy and reliability. You can easily 
recognize these clocks because they use a small battery (usually a 
9 VDC battery) to keep time when the grid fails. In this type of 
clock, the incoming 120 VAC is converted into low voltage DC 
that powers a crystal time base usually running at several 
thousand cycles per second. The result is greater accuracy due to 
the time base's greater number of cycles; and reliability, since the 
clock's time base is backed up by battery power. Note that in almost 
all cases, while the time base functions during a grid outage, the 
display and alarm will not function in the absence of the grid. 

The obvious clock solution for inverter users is the strictly 
battery-powered clock with no connection to 120 VAC whatsoever. 
These are accurate, inexpensive, and available everywhere. I do not 
recommend trying to power these clocks with rechargeable 
batteries. The self-discharge rate of rechargeable batteries (NiCd 
and NiMH) is far too high to make them suitable for use in clocks. 
A rechargeable cell will self-discharge in months while a primary 
cell will last for years in most clocks. 

If an inverter user (either modified square or sine) must have 
an accurate clock powered by 120 VAC, look for two things. Both 
are easy to scope out in the store before you buy the clock. One, 
does the clock use a battery to back up the 120 VAC power? Two, 
does the clock come with a low voltage power supply that plugs 
into the 120 VAC line? If the clock has these two easily viewed 
items, it should run accurately on any type of inverter. 

Probably more than you wanted to know about electric 
clocks.... Richard Perez • richard.perez@homepower.com 



want to consider using a Vanner equalizer. With that hardware, 
you tap into a 12 V half of your battery. The equalizer detects 
when the two sides are unbalanced, and charges the lower half 
from the higher. Check out www.vanner.com. 

The other method is to use a DC-to-DC converter, which will 
take 24 V and step it down to 12 V to your loads. This is most 
commonly used if the current draw is not too large. The loads you 
mentioned could easily be serviced by this method, which would be 
more efficient than an equalizer. Check out www.zaneinc.com. 

Another option would be to install a small, one panel, one 
battery system just to service your DC loads. This would require 
an inexpensive charge controller, separate overcurrent 
protection, and a DC distribution system (which you would also 
need for the other two solutions). Peace. Michael Welch • 
michael.welch@homepower. com 



How much energy does it use? 

A perfect "first step" in your switch to renewable energy 



Kill A Watt 



Things that Work! 

Electricity Usage Meter HP9o, P gn6 

^mmmr^fWt^fffttff^W&fflf^lfffWf^ HP Readers' 
B^^UJittmyLiMUMM^ Special: 



Large LCD displays: kWh (cumulative 
over time), Watts, VA, Volts, Current, 
Frequency, Power Factor, Timer 



i- $5.00 for S&H 
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Logics 



INTELLIGENT ENERGY AND TRANSPORTATION 

Call Toll Free: 
1.866.SOLAR EV (765-2738) 
e-mail: info@noemissions.com 
www.noemissions.com 



We specialize in photovoltaics — 
please call for current specials on 
Siemens/Shell SP75 and SP130 modules 




Tapping 12 VDC 

Hello, I'm upgrading my power system from 12 VDC to 
24 VDC. I know that it's common now to run an inverter- 
only system, but I have many 12 V appliances that I'd like 
to keep. It doesn't make sense to me to keep the inverter 
awake constantly to run the answering machine or charge 
the cell phone. Also, I've never gone a night without lights, 
which can't be said by anybody I know with an inverter- 
only setup. So what's the best way to tap 12 V from a 24 V 
battery bank? My cells are from a forklift battery 
(Champion, sealed, maintenance-free, 600 AH, 2,120 
pounds). Thanks for this and all your work to give the 
world an alternative to "blood for oil." Ray • 
raygris@asis.com 

Hi Ray, Thanks for your compliments. We get your question 
quite often, now that RE systems are going for higher DC 
voltages. And we're hoping to run a comprehensive article on this 
subject in the near future. 

There are basically two ways to get 12 V out of your 24 V 
battery bank. If your DC loads are significant in size, you may 



BATTERY BOX 

VENTILATOR 

& BACK DRAFT DAMPER 



• Positive hydrogen venting 
» Stops back drafts 

» Keeps batteries warmer 

• Minimal power consumption 

• Available in 12, 24 or 48 VDC 

" Trace SW Inverter or controller required 
to switch fan on/off automatically 




POWER VENT 

12v&24v-$79 

48v-$104 

+ $8 S&H (cont. U.S.) 

CO residents add 3% 



Zephyr Industries, Inc. 

■ POB 52, Salida, CO 81 201 
719-530-0718 
www.zephyrvent.com 
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QuickCharger 

"C. Crane's QuickCharger is the best ^ 
battery charger I've ever used. " 
— Richard Perez, Things That Work!, Home Power #86 



Recharges Up To 4 AAA, AA, 
C And D Size NiCad And 
NiMH Batteries 

The Only Charger To Fully 
Charge All Sizes Of New 

High Capacity NiMH 
i And NiCad Batteries 

• Intelligent Discharge 
Revitalizes NiCad 
Batteries 

Also Works On 12 Volt 

$39 95 SALE 
$49** 

FREE US Shipping 

800-522-8863 • ccrane.com j 




Power From The People 




A Video Documentary 
by John Schmit 

"Guerrilla solar 
on the big screen — 
farfreakin ' out!" 

-Richard Perez 
-Home Power Magazine 

min, VHS: $19.95 plus shipping 



Breaking Barriers to Renewable Energy Distribution 

To order, contact || ome Power 
800-707-6585 • 541-512-0201 • www.homepower.com 

PO Box 520, Ashland, OR 97520 



A 



sunelec.com 

Liquidation Sale 
Inverters, Solar Panels, Wind Generators 



Get A Job! 

Home Power is proud to 
offer a new feature on our 
Web site called "Get a Job!" 

Home Power encourages 
businesses to post their 
renewable energy related 
jobs on our Web site at no 
charge. 

If you want to work in the 
RE industry, you can search 
the listings for your dream 
job. 

Make your work 
part of the solution! 

www.homepower.com 



(renewable energy 
educati onal 
display) 




> 
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©Teacher' Study Guide 

Compatible with National Science Standard. 

Green Energy Machine 
Includes: 

35 watt solar cell, 400 watt wind turbine, 
sealed rechargeable battery, AC inverter, 
voltmeter and separate amp meters. 
Produces 5 amps at 110 volts AC when fully 
charged. 



A Product of 285 Old Country Line Rd., Westerville, Ohio 43081 
Energy Designs (614)882-0077 • FAX (614) 882-3189 

www.greenenergymachine.com 
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BZ Products Model MPPT 200 

200 Watt, 16 Amp 
MAXIMUM POWER POINT TRACKING CHARGE CONTROLLER 



• Boost charge current up to 30% 
15% boost typical 

• 16 amps output current 

• High efficiency 95% 

• 10 amp low voltage disconnect 

• LED battery gauge 

• Optional lighting controller 

• PWM control with temperature 
compensation and internal fuses 

• Surface or wall mount 

• Five year warranty 

• Reliable 

• Available world wide 

• Patent pending 




BZ Products, Inc. 

314-644-2490 • bzp@brick.net 
7614 Marion Ct, St. Louis, MO 63143, USA 



Design, Installation, & Services 

for hot water, pool heating, & solar electricity. 

Come visit our well stocked showroom for everything solar. 
Ask for our comprehensive catalog of latest equipment. 

Horizon Industries 

120 North Pacific St., Suite G6. San Marcos, CA 92069 
1-800-564-0403 • sales@horizonsolar.com 

Calif. Solar License # 345103 Since 1984 
www.horizonsolar.com 

O i ■wt-fT XANTREX 

CAL SE1A 



d 



irt Choice For Power 



Q®Charger / Booster 




LU 



EPOWER: 125Towee Falls 
Tellico Plains, TN 37385 
Phone (423) 253-6984 
www.epo were ha rger boosters 



Rd, 



. 12V-50,100,200 Amp 
. 24V-25, 50, 100 Amp 

• 38-64 lbs. 

• Overload Protection 

• Regulated Output 

• Safety On/Off Switch 

• Extended run LP option 
available-some models 

• OHV engine option 
available-some models 

• We also make a high 
quality OHV, all copper 
winding, brushless, 
3KW AC generator, 
120V or 120/240V 



CHEAPESTSOUR 




www.sunelco.com • 800-338-6844 



k vTf JT 




Bringing the finest in technology, equipment, and 
knowledge to the northern midwest. 



Solarex & Kyocera photovoltaic modules 
Trace & Heart inverters 
controllers, meters & more! 

Great Northern Solar 



77450 Evergreen Road, Suite #1, Port Wing, WI 54865 
(715) 774-3374 • gosolar@win.bright.net 



www. homepower . com 
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HYDROELECTRIC SYSTEMS: Pelton and 
Crossflow designs, either complete 
turbines or complete systems. Assistance 
in site evaluation and equipment 
selection. Sizes from 100 watts to 5 
megawatts. Manufacturing home and 
commercial size turbines since 1976. 
Send for a free brochure. Canyon 
Industries Inc., P.O. Box 36 HP, Deming, 
WA 98244, 360-592-5552. e-mail: 
citurbine@aol.com web page: 
canyonindustriesinc.com -HP9502 



FOR SALE - XANTREX STOCK Former 
employees wish to sell stock to qualified 
investor. Several million shares available. 
$0.65/share OBO.360-435-6030 • HP9503 



EARTH SHELTERED HOMES This 
definitive manual by noted authority 
Loren Impson features detailed building 
instructions for amazingly affordable and 
practical Ferro Cement Domes. Only $15 
from Loren, 71 Holistic, Mt. Ida AR 71957 
www.2BbyD.com • HP9504 



C0S0LAR.COM discount division of 
Colorado Solar Electric. SunWize single- 
crystal panels $4 per Watt. Siemens SP75 
$339.0utBack Products in stock 1-800- 
766-7644 • HP9505 



I AM A SOLAR WHOLESALER looking for 
retailers to carry my solar electronic and 
hobby goods. Phone # (916) 486-4373. 
Please leave message.- HP9521 



ALMOST FREE SOLAR POWER! 
Unbelievably cheap (under $500) DIY 
systems for home, cabin, rv, boat. 
PowerFromSun.com. • HP9507 



RADIO/TELEPHONES Voice-Fax-Web 1-8 
lines 20mi. CELLULAR Antenna pkg 
improves access 208-263-9755 PDT • 
HP9508 



FOR SALE-(2) SW4048PV, U.L. approved 
4KW Xantrex grid-tied inverters with 
display & SWODE exterior wall cabinets. 
Nominal input 36 VDC, 110 Amps, 4KW, 
120 VAC output. Rebuilt in factory sealed 
boxes with receipts. $1,600 each plus tax 
& shipping. Solar Electrical Systems, 
(805) 497-9808, 

GJ@solarelectricalsystems.com • HP9509 



WINCHARGER PARTS. New and used. 
(406) 547-2266 Montana (716) 358-2534 
New York.- HP9532 



POWERPULSE® SULFATION BUSTERS 
endorsed by R. Perez! 12V $69.95 free 
UPS. 800-222-7242 for other 
models/wholesale prices, email: 
abrahamsolar@hotmail.com Siemens 40 
watt: $170! Ask about other surplus 
modules or any energy gear. Veteran 
Colorado equipment broker; happy 
clients since 1984. • HP9510 



VIDEOS AVAILABLE: "Introduction to 
Solar Electricity", "Introduction to Solar 
Pool Pumps", "How To Solar Installation 
Video" VHS and DVD www.igotsolar.com 
• HP9511 



ECOMALL: The largest environmental 
portal of earth-friendly companies and 
resources. Renewable energy companies, 
news and information, www.ecomall.com 
To advertise, call 845-679-2490. • HP9512 



SURPLUS INDUSTRIAL BATTERIES 
MADE IN N. AMERICA. Save up to 70%. 
Unused, factory crated, sealed no 
maintenance, xtra h.d. steel cases, 
removable cells. 600 to 2800 AH, 12-24- 
48V. Call for info. D.P.S.D. Inc. 3807 W. 
Sierra Hwy #6, Acton CA 93510. 661-269- 
5410, amwind@earthlink.net • HP9513 



Run your portable gasoline generator on 
propane or natural gas. Easy, low cost, 
do-it-yourself change over kits. 
www.propane-generators.com or 800- 
553-5608 for free brochure. • HP9514 



LARGE PROPANE REFRIGERATORS 10, 
15 & 18 cubic foot propane refrigerators. 
15 cubic foot freezers 800-898-0552 
Ervin's Cabinet Shop, 220 N County Rd. 
425E., Areola, IL 61910 • HP9515 



XXXXX USED SOLAR MODULES XXXXX 
XXXXXXXX 64 Watts $319 XXXXXXXXX 
New recondition Trace SW5548 (GTI unit) 
1 year warranty $2950.Used MSX80s 
$295, BZ 16 amp PWM digital controller 
$84, Ex 2KW inverter SB, 110 amp 
charger New $850, new 165 Watt 
modules $742(min 2). Buy, sell 
New/Used, Trace, NiCds. refrigerator. Try 
to match anyone's prices. Call or send 
S.A.S.E. to Craig Eversole, 10192 
Choiceana, Hesperia CA 92345 for free 
flyer. M/C VISA Discover 760-949-0505 • 
HP9516 



Honda Generators - 1000 to 10,500 watts. 
Fast shipping and great prices! 
www.hayesequipment.com 1-800-375- 
7767 • HP9517 



VERMONT PV DEALER. David 
Palumbo/lndependent Power & Light has 
been designing and installing PV 
systems for more than 12 years. Trace 
and Exceltech inverters. Siemens, BP, 
Kyocera and Solarex PV's. Harris Hydro. 
Surrette, Rolls, and Dyno batteries. 
Honest dealer who offers personal 
support and service. "David is one of the 
original RE pioneers... he knows how to 
really squeeze all the energy out of a 
KWH ! " Richard Perez (HP60). I P & L, 462 
Solar Way Drive, Hyde Park, VT 05655. 
Phone 802-888-7194. Email: 
ipl@sover.net. Web site: 
www.independent-power.com. No 
catalog requests please. Please call for 
appointment before visiting.- HP9518 



Rent my mailing list of 9000 US residents 
who have spent money on renewables. 
Contact carguy2101@aol.com or 631-831- 
8436 - HP9519 



DC SUBMERSIBLE WELL PUMPS. 
Complete, ready to install. $180 includes 
IMMEDIATE FREE SHIPPING. Visit 
www.nemopumps.com or call 1-877-684- 
7979 • HP9520 



WANTED: SOLEC SQ-80 solar module. E- 
mail wstef@yahoo.com or call 650 740 
3337 • HP9522 



TELLURIDE COLORADO: Off the Grid 
Properties! Hot Springs, Riverside, solar 
powered homes, large and small 
ranches. Find your own place in the sun 
with the only solar powered real estate 
office in Colorado. T.R.I. (970) 728-3205 1- 
800-571-6518 • HP9523 



LIKE NEW! Still in factory box: Solarjack 
4gpm 1/2 hp 45V well pump $300., also 
for sale Dankoff Flowlight Booster pump 
4.1-4.5gpm 12V $200. Serious buyers 
only. AZ Call 928-339-4623. • HP9524 



BUILD YOUR OWN FUEL CELLS by 
Phillip Hurley, www.buildafuelcell.com • 
HP9541 



SINGLE AND DUAL AXIS SOLAR 
TRACKER CONTROLS up to 48V and 5A 
output, www.theanalogguy.com • HP9506 



RNEW MEXICO LAND OF SUNSHINE! 
Many solar properties. Land and Homes. 
www.swnmrealestate.com Call Billy 
Donnel at Re/Max Silver Advantage 505- 
538-3847 Cell 505-574-2603 • HP9527 
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EDTA RESTORES SULFATED BATTERIES. 
EDTA tetra sodium salt, $12/lb. plus $5 
S&H for 1st lb. plus $1 S&H for each 
additional lb. Trailhead Supply, 325 E. 
1165 N., Orem, UT 84057, (801) 225 3931, 
email: trailheadsupply@webtv.net, info, 
at: www.webspawner.com/users/edta. • 
HP9525 



POND AERATION WINDMILL: Koenders 
12 ft. Tower, Galvanized Steel, 100 ft. Air 
Line, Air Diffuser: $645. Electric Aerator 
System: $495 Ask for Free Brochure. 
WaterQualityUSA.com Tel: 800-470-4602 
Please visit: www. PondWindmills.com • 
HP9526 



SOLAR POWERED RAMMED EARTH 
HOME-high in SE Arizona 5000' in mts. 
1326 sq ft on 44 acres.Very secluded, oak 
trees, beautiful views. Historic 
homestead w/ shop & guest house. 
Good well w/ windmill. (520)642-3229 or 
conaway@c2i2.com • HP9528 



AMSOIL Synthetic Lubricants * Use Less 
Oil, Save Fuel, Extend the Life of Your 
Equipment * Save the environment while 
saving money * Independent Dealer 
www.zamslube.com 210 392-3631 FAX 
210 521 7635 • HP9529 



DIESEL CAR. 1999 VW TDI JETTA. 50 
MPG will deliver. $9500. Jim, 989-872- 
3424 or 989-757-6109 • HP9530 



TRACE ST-1000 INTERTIE INVERTER. 
New in box. $995. MC/Visa accepted Jim, 
989-872-3424 or 989-757-6109 • HP9530 



VARI-CYCLONE: DC powered ceiling fan, 
40% more airflow with no increase in 
power consumption. For more info 
contact RCH Fanworks, the #1 
manufacturer of DC powered ceiling 
fans, 2173 Rocky Crk. Rd. Colville, WA 
99114 PH: 509-685-0535, email: 
info@fanworks.com, Web: 
www.fanworks.com, Dealer inquiries 
welcome. • HP9531 



EV for sale. Escort Donor, 9" GE mot, 
1221 B Cont, BC-20 Charger, less than 75 
cycles on new batts, battery heating 
system. E-mail ev_dave13@yahoo.com 
for more info, and pics. Exc. Cond. $6000 
• HP9533 



Survival Unlimited.com - Emergency 
Preparedness & Survival Supplies. Buy 
now while supplies are available. Wind 
Power from 349.00+. Many great 
products & prices! 1-800-455-2201 
www.survivalunlimited.com • HP9543 



1 ea. HP1-69. 1: $35 2-5: $25ea 6-12: 
$10ea, 13-20: $6.25ea, 21-46: $7.75ea, 45- 
69: $8.75ea. All: $500+ship. HW pump 
&ctrl, unused. 515.233.8127 • HP9534 



3 TRACE GRID-TIE INVERTERS - 2 - 
SW4048 UPV $900 ea 1 - SW5548 UPV 
$1100 530-342-1665 • HP9535 



Harris Hydro Hi out 2 noz 24v New $795 
Charge Control Hydro/Solar 24v New 
$250 541.865.3207 • HP9536 



AMSOIL The best lubricants money can 
buy. Learn how people and business 
have saved time, money and natural 
resources-for 30 years! retail-wholesale- 
farm-commercial. 
www.advancedlube.com • HP9537 



"A BASIC INTRODUCTION TO 
ALTERNATIVE ENERGY." This manual is 
where newcomers to AE should start. 
Print version $22; electronic version $9. 
Send check and address to Paul Gotter, 
1550 McGregor Rd., West Branch, Ml 
48661 • HP9538 



UNDERGROUND HOUSING, shelters, 
greenhouses. "His approach to 
underground construction is different, 
somewhat radical and quite 
refreshing. ..useful 
information. ..enlightening" — Home 
Power#74. "A dream getway...a rustic 
gem"— HGTV 208-267-7349 
www.undergroundhousing.com • HP9539 



AUTO ALTERNATORS: Boost low RPM 
voltage output. Great for windmill 
projects! Plans, parts and kits. Visit 
www.mtmscientific.com • HP9540 



READY TO ROLL Complete high end PV 
system (AC/DC, 4-5 KW/day) in 100 SF 
custom cabin on 14' trailer. (New 
$21,000) $15,000/make offer. 505-424- 
8759 • HP9547 



Att. GUERILLAS the 100 watt OK4U (AKA 
TRACE microsine) is on sale now for 
$249.00 at 

http://gridtieinterters.homestead.com/fro 
ntpage.html or call SUNPOWER at 310- 
383-6698 • HP9549 



FOR SALE: Jacobs wind generators. 40V 
& 110V. G.C. Call 405-567-3750.- HP9542 



USED TRACE 1524 INVERTER $500.00. 
Used TraceC-35 charge controller $50.00. 
Excellent condition. Call after 6:00pm 
EST 231 348-5421 • HP9550 



BRITISH COLUMBIA, CANADA off the 
grid solar home on 198 acres. 10 yr old, 
1600 sq ft, designer wood finishing. On 
Murray River, good top soil, marketable 
timber, flat, fenced. Ideal home or retreat. 
Joyce Geering, Sutton Realty. 250-490- 
4999, mailto:joyatsutton@shaw.ca • 
HP9544 



COLO. MTN BUILDING SITE: with or 
without 25 KW grid tied hydro plant- 
beautiful 7 ac 45 min to Aspen-views, 
southern exp., creek frontage, water 
rights, yr rd springs, surrounded by Nat'l 
Forest, recr. Paradise. 325000 without 
hydro plant 970 927 4212 • HP9545 



SOLAR ELECTRIC PANELS AS LOW AS 
$3.75/watt! Solar Grid-Tie Kits, Wind 
Generators, LED Lamps, ELECTRIC 
SCOOTERS & BICYCLES. AMSOIL 
Synthetic Motor Oil reduces oil changes, 
engine wear, & pollution while increasing 
MPG & saving money! Independent 
Dealer. www.RenewableElectricity.com 
503-641-3732 • HP9546 



SAN DIEGO CALIF SOLAR SHOWROOM 
AND RETAIL MAIL ORDER CATALOG: 
Horizon Industries has been servicing, 
designing and installing solar hot water, 
solar pool heating, and solar electric 
systems since 1984. We invite you to see 
the best solar equipment in our 
showroom at 120 N. Pacific #G7, San 
Marcos or request a mail order solar 
catalog at (760) 744-1001 if you live 
outside San Diego County. Information 
available for the grid connected PV net 
metering rebate up to 45% from the 
State of Calif.- HP9548 



Sustainable energy & design. Alternative 
building. Nonprofit. 
www.pali.freewebspace.com • HP9551 



Micro Ad Rates 

Rates: 25C per CHARACTER, include 
spaces & punctuation. $20.00 minimum per 
insertion. All MicroAds are published in 
both the print and web versions. Please 
send a check or Visa, Mastercard, 
American Express, or Discover card data 
with ad. Please, no money orders. We do 
not bill MicroAds, they must be paid for in 
advance of publication. Your cancelled 
check or credit card bill is your receipt. 

Help us prevent fraud! Home Power 
MicroAds from individuals must supply 
serial number(s) for equipment being 
sold. Businesses must supply published 
phone number(s) and physical address. 
While Home Power is doing everything 
we can to prevent fraud, we can assume 
no responsibility for items being sold. 



www. homepower . com 
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Eric Grisen wears the right gear when making his biodiesel. 
Biodiesel is a renewable, cleaner burning fuel that supports 
American farmers and lessens our dependence on foreign oil. 
For more info on biofuels, see the articles on pages 70 and 86. 
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Why Buy From Solar Depot! rather than a PV Module Manufacturer? 
Good question, here's the Answer: 



Manufgiiuririg PV panel& end Integrating/wholeealing sqJbt efcectHc systems are twu <fctinct funtftrane. PV mudule 
manufacturers can choose to be systems intagroftora arid: ^hclesalors but they still have to purchase many system 
components Irani other menLjtacturers They need to deal wth hundreds of accounts instead off a fewdJetribulBrs 
They still nsQd to ctefaar products cg many different sftcps or j*oh sites. They need to have aMtflrrsjyB wsf ah&u&ng 
facilities, equipment and peraonnef They need to design systeme and provide tedK support for their systems. 

Let 03 not PFETEND si this can he dona at no extra cost. Sdlar Depot can 
do ft totter b&rauefi we ^re» mgre efficient, mpre feaible &nd more rsEpnn- 
Biwe. Wte have been integrating and distributing PV systems for £?4 years. 
V\te haw spme of the most eapenenped engineers, designers and techni- 
cians in the industry today. MSte hslp ou* dealers boIvb their tech problems 
and provide leads and marketing support to tfiern. We maintain a larger 
proAict Inventory than soms manufactunare. For years we have been offer- 
ing technical and marketing workshops for contractors Most importantly, 
our pricing is competitive imh ths manufacLurwE wtic sail direct 

BP Solar, the. Largest PV manufacturer in the US, reLugniz-es tints fact arid that's Why they consider Solar Oepnt an 
indispensaMe part of the suppfy chain. They want us to do what we do best, Peawng them to locus on what they do 
best, manufeciunng PV pan^s that are dne of the bast values on the market Join our team of Sdfar Depotte 
90L-GEN 1 " Deatera, you win find us worthy of your business. - Ttie SqIbt Depot T&sn? 




Wtiot our customers say 

"IVe been doing business with 
Solar Depqt for uunr 20 yearn, 
these talks have the tightest 
fallow up In the business." 

"Safer Depot's Soa-Gan™ 
power package 15 the best, 
integrated system Tub found on 
the market today. Their instal- 
lation nrmnuate arc clear, and 
their system^ are n hreeze to 
put in." 

"Solar Oepat. is responsive te 
me, they're flescible, end they 
have tha best avaHabilrty of 
inventory I've found anywhere." 

H Soma manufacturers ttorrt 
listen very well, get&ng them to 
change anything is kind of liks 
trying to turn around an ofI 
tanker," 

"Solar Depot has realty helped 
rue gat started m this busi- 
ness, Their technical training, 
Choir myrik^ng support, and 
their excellent dealer dHscounts 
have given me g real toiripeti- 
tive edge 



UTILITV-iniTtftTIE EKPiRTS - 24 YEARS OF HANDS-ON EXPERIENCE 





bp solar 

D3!SlTltigtOI 



GRID TIES AND OFf-CRID SOUR ELECTRIC SYSTEMS 



HiAuiyfticfliirtB 
TecHtfiALSimPfr 

Uaiunaiu Dealer Nfftra*. 



Iftar Depot lnc_ J 3iD Huhi ==tl 

Potdurra. Cnbftrran, JSA StfaW 

Pbi I7Q7& 7BB 7727 fa I7D73 7&77S2 

War Dipal WramufV BGO^- R^Gm 

1316! 331-M35 fn igiSl 3B1iGE 





SOLAR DEPOT 



XAN7HEX 




DTNUUfE 



SAr Pipit- (f&i ISaj-HCpminraSt 

CnranH. OeJftnw USA ffiBffl 

*Mm 909-7:37-7-652 F# 9D9-737-7H0 




RWE 

SCHOTT Solar 




A better idea at a 

new lower pric 





How do you improve on the SunRoof™ residential 
PV system, the most complete, highest performing 
and easiest to install PV system on the market? 



You lower the price!! 



ost complete 



RWE SCHOTT Solar 

4051 Alvis Court 
Rocklin, CA 95677 
888.457.6527 or 800.344.2003 
www.rweschottsolar.us 



Complete PV System 

The SunRoof™RS is the most complete system on the market. Every 
system uses the SAPC-1 65 Watt or the SAPC-1 23 Watt module (with 
a 25 year warranty) SMA Sunny Boy™ inverter, SolarMount™ racking, 
kilowatt hour meter, module wiring, combiner boxes and disconnects. 

Easy Installation 

The SunRoof™RS is designed for easy installation and fewer roof pen- 
etrations. One person can complete a typical installation in one day. 

Quality and Reliability 

The SunRoof™RS includes the highest quality and most reliable UL 
listed and CEC certified PV products and components. 

Flexibility 

Several different sizes are available from 1 200 Watts to 2500 Watts. 
These can be combined to create larger systems. 

Value 

Modules are backed with a new 25-year warranty. 




RODUCES THE 



ue Module 



Kyocera has perfected its new surface treatment technology and 
is infrodbcinff on tr new Jfrw of modufei ne?j™d 
riflJije, for rls dor* blue colar. 

The rre developed treatment method processes multi- 
crystafHne sfa cefls order Co produce a surface texture that 
minimizes surface neJJecfonce and maximizes output. 
The rasufr fa er5% improvement r/P a rnajrJmum cwrversjon 
efficiency, one of the highest conversion efficiencies in the 
polycrystailiae modute industry. 

d.Biue is idea} for instailotivn off alt types of buildings, from 
residential to targe state commercial systems. 
Thestyilsh dark btue cells, camhmed with btack modute fran^ex 
allow the modules to blend with the buiidings architecture while 
producing energy a\ exceptional efficiencies. 



KC125G 

W Skim urn Output: 1 25.0 Watt 
•Maxim uiri Power Voltage: 17-4 Volts 
Maximum Power Current: 7.2 Amps 
Open Circuit Voltage; 21.7 Volts, 
Short-Circuit Current: 8.0 Amps 



► 



KC167G 

Maximum Output; 167,0 W^tt 
Maximum Power Voltage: 23. 
Maximum Powtr Current: 7.2 
Open Circuit Voltage: 2 B.9 Volt 
Short-Circuit Current: £.0 Amp 



7 B 1 2 L A^oma Dr. 
Scottsda]e H AZB5260 

faKiM0-5Z3-2329 MBD-4K]-6--j 1 

Info^fkyocerasolar.cam 

wuvw.lcyGcerasQlar.com 




:8 KyacERa 

KYOCERA SOLAR, INC. 




Subscription 



$22.50 per year (6 issues) to U.S. Zip Codes via Publishers Periodical U.S. Mail 
$43.00 per year (6 issues) to U.S. Zip Codes via 1 st Class U.S. Mail 
$30.00 (US$ drawn on U.S. Bank) International Surface Mail, see pg. 81 for Air Rates 
Home Power magazine, PO Box 520, Ashland, OR 97520 
Subscribe online at: www.homepower.com 

Subscriptions: 800-707-6585 (inside USA) or 541-512-0201 or Fax 541-512-0343 

To subscribe, please fill out the sub form below, enclose payment as a check, money order, or credit card information, and 
mail this form. Tape the form well or use an envelope so your check won't fall out. Please allow up to ten weeks for the start 
of your 2nd class sub. For International Subscriptions or Back Issues of Home Power, please see page 81. 



□ 
□ 



New Publishers Periodical 
Sub-$22.50 to USA 
Gift Subscription 

From (your name and address here) 



New 1st Class 
Sub-$43 to USA 



□ 



Sub Renewal-Circle 1st Class 
or Publishers Periodical 



Change of Address 
(include old address) 



DO YOU WANT US TO SEND YOU A SUBSCRIPTION RENEWAL NOTICE? 

The number of the last issue in your subscription is printed on your mailing label. 
□ Yes, remind me by mail when my subscription runs out. □ No, I'll check my mailing label so we can save energy & paper. 

PLEASE CLEARLY PRINT THE COMPLETE NAME AND ADDRESS FOR THIS SUBSCRIPTION: 

NAME 



STREET 



CITY 



STATE 



ZIP 



PHONE _ EMAIL 

□ Credit Card Orders: please check the type of card you have and fill in the information below. 

□ 
□ 



Signature (as shown on card) 
Credit Card Number 



Exp. Date 
Amount $ 



The following information about your renewable energy usage helps us produce a magazine to better serve your interests. 
This information will be held confidential. We do not sell our mailing list. Completion of the rest of this form is not necessary to 
receive a subscription, but we would greatly appreciate your input. 



NOW: I use renewable 
energy for (check ones 
that best describe your 
situation) 

□ All electricity 

□ Most electricity 

□ Some electricity 

□ Backup electricity 

□ Recreational electricity 
(RVs, boats, camping) 

□ Vacation or second 
home electricity 

□ Transportation power 
(electric vehicles) 

□ Water heating 

□ Space heating 

□ Business electricity 



In The FUTURE: I plan to 
use renewable energy for 
(check ones that best 
describe your situation) 

□ All electricity 

□ Most electricity 

□ Some electricity 

□ Backup electricity 

□ Recreational electricity 
(RVs, boats, camping) 

□ Vacation or second 
home electricity 

□ Transportation power 
(electric vehicles) 

□ Water heating 

□ Space heating 

□ Business electricity 



RESOURCES: My site(s) 
have the following 
renewable energy 
resources 

(check all that apply) 

□ Solar power 

□ Wind power 

□ Hydro power 

□ Biomass 

□ Geothermal power 

□ Tidal power 

□ Other renewable 
energy resource 
(explain) 



The GRID: (check all that 
apply) 

□ I have the utility grid at 
my location. 



I pay 



_0 for grid 



electricity (cents per 
kilowatt-hour). 

_% of my total 



electricity is purchased 
from the grid. 

□ I sell my excess 
electricity to the grid. 

The grid pays me 

for electricity (cents 
per kilowatt-hour). 



(continued on reverse) 



HP#95 



I now use, or plan to use in the future, the following renewable energy equipment (check all that apply): 



NOW 


FUTURE 




NOW 


FUTURE 


□ 


□ 


Photovoltaic modules 


□ 


□ 


Methane digester 


□ 


□ 


Wind generator 


□ 


□ 


Thermoelectric generator 


□ 


□ 


Hydroelectric generator 


□ 


□ 


Solar oven or cooker 


□ 


□ 


Battery charger 


□ 


□ 


Solar water heater 


□ 


□ 


Instrumentation 


□ 


□ 


Wood-fired water heater 


□ 


□ 


Batteries 


□ 


□ 


Solar space heating system 


□ 


□ 


Inverter 


□ 


□ 


Hydrogen cells (electrolyzers) 


□ 


□ 


Controls 


□ 


□ 


Fuel cells ■ 


□ 




r v iracKer 




□ 


RE-powered water pump 


□ 


□ 


Engine/generator 


□ 


□ 


Electric vehicle 






■ >isid=j=r^gio 









Please write to us here. Tell us what you like and don't like about Home Power. Tell us what you would like to read about in 
future issues. Thanks for your attention and support. 

Check here if it is OK to print your comments as a letter to Home Power. 



Return Address 



PLACE 
FIRST 
CLASS 
POSTAGE 
HERE 



Home Power magazine 
Post Office Box 520 
Ashland, OR 97520 



